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OUR object in writing this book has been to 
bring before the fuel-using pubKc, in as brief 
a manner as possible, the principles of fuel com- 
bustion, and the means by which the practice of 
fuel combustion has been carried out, too often with 
little or no consideration of the physical and chemical 
conditions involved. The book has grown round 
our original idea of presenting a simple translation 
of the German book of Ernst Schmatolla,' to which 
however we have found it necessary to add much 
to fit our book to English practice, and to subtract 
other less suitable matter. 

We have illustrated also a few examples of English 
and American appliances, and mechanical stokers, 
but wish to say that we have employed these merely 
as illustrations or as representatives of a class or 
type ; desiring not to recommend any appliance 
further than it appears to fulfil the necessary re- 
quirements of thorough mixture of gases and air at 
a high temperature, the two essentials in our opinion 
of complete and perfect combustion. We believe 

' Rauckplage «. Brennsloffversckwendung, Gebriider Janecke, 
■Hanover, igo2. 



PREFACE 

that coal of bituminous quality is capable of perfect 
combustion, * and that black smoke is merely so 
much evidence of improper design. This defect 
may be due, either to insufficient knowledge of the 
scientific principles of combustion on the part of 
the designer, or to parsimony on the part of the 
buyer and owner of the plant. The former evil we 
hope to remove by the present book. The latter 
can only be overcome by a greater insistence that 
the health and welfare of the general pubUc are of 
paramoimt importance, and that they shall not be 
sacrificed to sUght pecuniary gains on the side of 
the smoke-producer. Smoke prevention is at 
present possible — ^in time, it will, we beUeve, become 
general. 

THE AUTHORS. 
Westminster, London, September i, 1904. 
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FROM the very earliest days of the use of coal 
the smoke question has been prominent, and 
laws were enacted to forbid the use of " sea-cole " 
in London, coal being so named because it was 
brought by sea from the Tyne Ports. The necessity 
for fuel and the growing scarcity of wood made all 
such enactments more or less a dead letter in the 
sixteenth century, and the nineteenth century 
legislation against smoke has been practically 
rendered nugatory by the ignorance of the public, 
who have come to believe that bituminous coal 
cannot be burned without producing smoke, and 
that where, by grace, it can so be burned, there will 
necessarily be loss. 

In the latter part of the eighteenth century it may 
be supposed that James Watt, when he entered 
upon practical steam engineering, found the com- 
bustion of coal very crudely carried on. The county 
of Cornwall was the chief steam-using district, owing 
to its extensive and well-developed mines, which 
required to be pumped free of water. 

The boilers used to generate steam for the pumps 
were large circular affairs under which many tons 
13 
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INTRODUCTION 

of coal were burning at one time. Trevithick speaks 
of one such boiler at the Dolcoath Mine, the firegrate 
of which had a grate 22 x 9 feet, and carried 
thirty tons of coal on a fire 7 feet thick. 

Wales was the source of coal, and it is probable 
that the coal was of the so-called smokeless variety, 
so that there was perhaps Httle to urge on any 
better furnace arrangements. In the use of steam, 
however, the Cornish engineers appear to have been 
specially clever, and it is likely that Watt, when 
introducing his condensing engine, did all he could 
to secure better boiler conditions, in order that the 
fullest possible credit might redound to his new 
system of condensing. 

Thus Watt is found to give directions for the 
proper firing of bituminous coal, and his advice, 
apart from the form of furnace, is as sound to-day 
as anything can be. 

He recommended that coal be piled upon the 
dead-plate. There were no fire-doors : the pile of 
coal served as the door. The heat of the fire beyond 
caused the more volatile parts of the coal to be 
driven gradually off. 

The pile being porous, some air would be drawn 
through it and would mingle with the escaping gas 
and burn with it. In time the pile became wholly 
or partially coked. The attendant then pushed the 
fuel onwards over the now decaying fuel on the 
grate, spreading it evenly over the grate surface, 
where it would certainly at first give off freely more 
gas which would be copiously fedjwith air^from the 
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INTRODUCTION 

unclosed furnace opening. The attendant then 
closed this opening by rapidly shovelling a fresh pile 
of coal upon the dead-plate, and the same cycle of 
operations was repeated. The boiler to which this 
furnace was adjunct was the first wagon boiler, so 
called because of its general form, and later the plain 
cyUnder with hemispherical ends, usually termed 
the egg-ended boiler. This rested by means of ears 
or brackets, riveted near its upper part, upon side 
walls of brick, between which was the firegrate of 
considerable breadth, which terminated in a roomy 
dead-plate on which the green coal was piled. The 
present day dead-plate is a mere rudimentary 
survival of that of one hundred years ago. 

The bottom of the boiler was brought down to 
within about eighteen inches of the grate smrface, a 
distan(Je that would have been better doubled. 

The hot gases enveloped the boiler up to the water 
level, and usually there was a flash flue, or the gases 
passed once under the boiler in a single flue with no 
return side flues. 

It will be noted that Watt advocated the " coking " 
system of firing ; that is the gases mixed with 
air travelled over the length of the bright hot fire 
and were afforded ample room for combustion in the 
wide fiue beyond, which was bounded on three sides 
by brickwork. Apart from the cooling effect of the 
fourth boundary, or boiler bottom, everything was 
favourable to smokeless combustion. The under- 
fired boiler endured for some time ; indeed, it still 
serves in the original form at certain collieries and 
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ironworks, and the writer has seen this boiler within 
the past few years still fired as described, and with- 
out any other door than the heap of green coal. 

An improvement was introduced in the shape of 
an internal tube passing through the boiler from end 
to end, and affording so much more heating surface. 
This tube, by bringing the gases back to the front 
end of the boiler, necessitated a modified brick- 
setting, and probably this led up to the two side 
flues. Another step was to enlarge the inner tube 
and place the firegrate inside. This produced the 
Cornish boiler, which was brought out by Trevithick. 
From it Fairbairn developed the double tube, or 
Lancashire boiler. In all these modifications the 
arrangement of the fires and the course of the gases 
relative thereto, remained the same. It was found, 
however, that more power could be produced from 
a boHer, that is to say, it would generate more steam, 
when the coal was spread over the fire, in place of 
being coked on the dead-plate. Combustion was 
more rapid, and smoke was the result. This was 
partially due to the gradual neglect of steam plant 
as it became common and famihar, and fell into the 
hands of less scientific men to attend. Indeed, when 
Fairbairn founded the Manchester Steam Users' 
Association in 1854, steam engineering had fallen to 
a low ebb, coal consumption was excessive, boiler 
explosions were of alarming frequency, and minor 
accidents due to broken blow-off pipes were of 
daily occurrence. Boiler making was the roughest 
and crudest of arts, and boiler plate was of pwor 
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quality; whilst rivet holes were punched, and that 
badly and irregularly, and the worst and most 
barbaric " drifting " was employed to make openings 
sufficient to enable a rivet to be entered. In twenty- 
five years the Association and the Boiler Insurance 
Companies, which sprang up later, had raised boiler 
making to a high-class art, and much credit is due, 
in this connexion, to the late Daniel Adamson, who 
had the courage to use steel plate, and invented 
the flanged furnace s^am, which made it possible for 
the Lancashire boiler to maintain its position at 
the head of all boilers, in respect of all-round safety 
up to and at the present day. The Lancashire 
boiler has the correct arrangement of furnace to fit 
it to burn coal smokelessly, and, if not overpressed, 
it can be fired smokelessly by a good lireman. To 
this end it is necessary to provide air grids in the 
furnace doors, with an opening of about four square 
inches for each square foot of grate surface. These 
openings should be fully open when each fresh 
charge of fuel has been fired, and they should remain 
fully open for a short time, and should then gradually 
close. 

As is always the case in a growing business, the 
original provision of boilers became too small in 
most works, and, when over-worked, smokeless 
firing became more difficult. Adding boilers often 
demonstrates the smallness of the chimney, and 
with poor draught the requisite volume of air cannot 
flow in through the air-grids in the fire-doors. 

There was continual rivalry in producing boilers 
17 B 
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to do a maximum of evaporation, and, one unfortu- 
nate day, the cross-water tube made its appearance. 
These are parallel or taper pipes five or six inches 
diameter, or four or five to eight or ten inches if 
tapering, welded or riveted at various inclinations 
across the furnace tubes of the boiler behind the 
fire-bridge. They vary from three to fifteen in 
number. They were claimed to increase the heating 
surface of a boiler and to promote circulation. 
Actual experiment has disproved the latter claim, 
and if there is anything in the former it was more 
than counterweighted in actual working. 

The water-pipes formed lodging for scale, but did 
the most harm by their bad effect on combustion. 
They extinguished nascent flame and produced large 
amounts of soot, and the cross-water tube was fatal 
to smokelessness. Still worse was the mechanical 
and physical error of non-circular flue tubes. 
In this type an oval flue, incapable of self- 
support, was propped up by a thickly-spaced forest 
■of cross-water pipes which were most provoca- 
tive of soot, and were always so covered with it, that 
their surface was of small value as heating surface. 

Fortunately this variety of boiler flue is unsuitable 
for modem pressures, and it has given way to the 
■more practical and scientifically correct circular 
furnace tube Lancashire boiler, without any cross 
pipes. The same lack of knowledge of the principles 
of combustion, however, which gave birth to the cross- 
water tube, has extended to the present day, and has 
gained the upper hand. Before the advent of the 
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latter-day water-tube boiler, the question of smoke 
was gradually being brought into line. Water-tube 
boilers had been tried and found wanting in the matter 
of smoke. In the United States, however, where the 
making of boilers is very far behind the practice of 
this country (and it was stiU further behind a quarter 
of a century ago), the water- tube boiler was persevered 
with, and the well-known type of to-day was evolved, 
with its inclined tubes, and, when moderately worked, 
some degree of safety, or at least a danger much less 
than attached to the discarded Howard safety boiler. 
But the water-tube boiler in America was the product 
of the hard coal region. It was made to burn 
Pennsylvanian anthracite, which is absolutely smoke- 
less, and so far as coal combustion is concerned, the 
water-tube boiler is all right except for the fact, that 
even smokeless anthracite should give better results 
if the furnace gases are all mixed up, so that there 
may not be too much air at one part and too little 
at another. 

A hard coal furnace, produces carbon dioxide, CO,, 
which is colourless. With insufficient air it also 
produces cafbon monoxide, also colourless. With a 
correct furnace, the latter should be burned by 
means of the excess of air which may come through 
bare or thinner parts of the fire. Howbeit, this 
boiler, which could not make smoke when fired with 
Pennsylvanian anthracite, was sent over to Great 
Britain to use bituminous coal, and being set exactly 
as in America, the results have been hopelessly bad, 
and the present smoke of London is due to this 
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boiler more than to anything else. It has resulted 
in fines and other difficulties, and, to secure p>eace, 
frequently in the use of the best Welsh smokeless 
coal at double cost. But even with Welsh coal the 
water-tube boiler will produce bad smoke if badly 
set. We hope to show in the sequel why this is so, 
and what is necessary to prevent such results. We 
shall show something of what has been attempted 
in the way of preventing smoke, and shall have to 
deal more or less with questions of furnace forms, 
draught, systems of mechanical stoking, and other 
matters which closely interconnect with the subject. 
Schmatolla in the book upon which our work is based, 
has put together something of the principles and 
practice of fuel combustion in Germany. In that 
country certainly the scarcity of fuel and the severity 
of the law, and the scientific training of the men 
who hold the purse-strings, may account for the 
better status of the coal combustion question than 
with ourselves. 

It remains, however, a fact that the ordering of 
coal combustion arrangements in electric light 
stations and power houses has been sometimes in the 
hands of men who are electrical engineers chiefly, that 
they have been at the mercy of boiler makers, and 
have simply installed steam plant irrespective of all 
scientific principles or value. Controlled by com- 
mittees of no scientific or technical knowledge, or 
by boards whose ideas have not extended beyond 
questions of barest first cost, those who have known 
better have perhaps found themselves hampered for 
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^want of sufficient appropriations to put in really 
correct plant. Yet what is possible in Germany 
should be more easily possible here. With every 
admiration for certain phases of American practice 
however, this admiration cannot be extended to 
American steam practice in this country, for it is 
to this that we owe our " skies plzistered with soot/' 
a not, perhaps, urmatural result of work done by 
men who are alien to the country, and look only to 
a few years* residence here, before returning to 
America. Still, it is not unreasonable to demand of 
such the same respect which we ourselves give to life 
outside mere dollars. We say emphatically, there 
is no need for smoke. Its production is evidence of 
neglect of simple laws of chemistry. Smoke can be 
prevented, and every one should help to enforce the 
law which says, " thou shalt not smoke." The 
scriptural hospitality to the stranger within our 
gates has been freely given. Let us demand of that 
stranger that at least he shall not break the laws 
under which he comes unbidden. 

Experience shows that smoke can often be pre- 
vented by the admission of a very large excess of air. 
This has been done by admitting it under the grate 
and through the lower part of the bridge. It appears 
that the large volume of air enables every particle 
of gas to secure its requisite of oxygen, but the 
method is uneconomical and causes undue reduction 
of temperature in the flues. This brings into 
prominence the great importance of thorough 
nixture of the air with the gas. If perfectly mingled 
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in the correct chemical proportion, combustion 
would be perfect without excess of air. This desir- 
able admixture is never attained, but it is approxi- 
mated in the furnaces of Lancashire boilers, and 
with good draught and good firing, smokelessness is 
secured without serious difficulty in boilers without 
cross tubes. It also appears that combustion is not 
so rapid when the smaller amounts of air are em- 
ployed, and it is therefore extended along the flues, 
and the gases are all the time exposed to cooling by 
the boiler. Here the importance of temperature 
appears. It is necessary to conserve the temperature 
of the gases, until they are in a state of combustion 
sufficiently active, to maintain such temperature 
against the cooling effect of the boiler plates. 
How this has been arrived at in German practice 
will appear later. 

Though the burning of coal in wholly refractory 
furnaces has been advocated by one of the Authors 
for years, as the only means whereby smokelessness 
could be absolutely assured, it appears that the 
small additional initial expense has been too much 
for most engineers to face. The external furnace 
has not always been built with a view to saving the 
radiant heat, and the Engineer in October, 1903, 
laid it down as a fact that all such attempts have 
proved a failure, and that no one even knew what 
became of the heat lost. We need hardly say that 
this view does not accord with reason or experience, 
and we are supported by Mr. F. Grover, of Leeds, 
who conducted an investigation of Bengal coals for 




INTRODUCTION 

the Indian Government, and found that such furnaces 
gave good results. In America they have been 




employed under the name of the Dutch oven, and 

over twenty years ago Mr. Adams, of the Safety 
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Valve Works of West Gorton, built a large external 

furnace to a tubular boiler, with satisfactory results. 

The water-tube boiler setting of Fig. i is an 




example of the refractory furnace, which will convert 
the water-tube boiler furnace to a state of perfect 
combustion with economy, and the successful boiler 
settings will all be noted to include, if not an entire 
Uning of firebrick, at least so much as to secure the 
€nd aimed at, namely, temperature. The Weir 
boiler (Fig. 2) is an example of good setting of a 
small tube boiler, in which the furnace and com- 
bustion chamber are lined with firebrick, and perfect 
combustion is secured. 

24 
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DOMESTIC SMOKE 
The solution of the domestic smoke problem 
hardly comes within the province of this book, but 
pt seems to us that the solution lies in the direction 
pi gas firing. There appears no reason why the 
suggestion of Mr. B. H. Thwaite should not be 
Tied out. He proposes to carbonize coal in re- 
"torts to the extreme point, by means of exhaustion 
of the retort carried to the point of depletion of all 
the volatile gases. He would then convert the coke 
in separate producers into poor gas, and mix this 
with the retorted product. In this way all the 
heating effect of domestic fires would be secured, 
with the discharge into the atmosphere of water 
vapour and clean carbon dioxide. The same gas 
mains would supply gas for heat, light, or power, 
the second appUcation being rendered possible 
by means of the incandescent mantle. Some 
rougher modification of this, however, appears to 
us to be necessary for a certain class of the 
population, who would not go to the trouble or 
expense of renewing the ordinary tender incandescent 
mantle. The difficulties in the way of altering every 
fireplace to bum bituminous coal without smoke 
would be so great, that even a cheap and perfect 
smoke-preventing fireplace would be impossible of 
realization as a popular article. The stove as 
used in America and Germany is not attractive to 
the Englishman, and demands special anthracite 
coal. Gas fuel will give a bright and cheerful fire. 
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and can be arranged for purchase on the 
the-slot system, which has ah-eady proved a success 
with the poorer classes, and offers them a means of 
purchasing their fuel in small quantities at a fixed 
price, and thereby protecting them against the, 
extortionate rates charged for fuel sold by the 
nominal hundred-weight of, too frequently, ninety 
or even eighty pounds weight. Smokeless combus^ 
tion on the domestic hearth, at present, is only to be 
obtained where a brisk fire is maintained and fresh 
fuel is brought up from below on the hopper system, 1 
whereby the evolved hydrocarbon gases are com- 
pelled to travel upwards through a thick fire of red- 
hot coked fuel. With these few remarks, therefore, 
the subject of domestic smoke must be dismissed as 
outside the scope of this volume, and only to be treated . 
along special lines. These will be readily under- 
stood by those who have grasped the fundamental 
ideas of air mixture and temperature, without the 
inclusion of which any scheme of smokeless com- 
bustion is impossible. The open grate does not 
possess these essentials, and even the arrangement 
foreshadowed above demands a deep red lire and 
an expensive under hopper of fuel, with an upwindina; 
device that places it beyond the reach of the poor man, 
who cannot weigh the disadvantages of an immediate 
first cost against an ultimate advantage in cleanliness; 
and economy. 
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CHAPTER I 

The Chemistry of the Combustion 

Process. 

THE prevention of smoke and fuel waste in 
connexion with industrial heating appliances, 
either for steam-raising or for other purposes, is 
dependent upon a clear understanding of the chemi- 
cal and physical changes which occur during the 
combustion process, and upon a proper provision 
for these changes to take place within the com- 
bustion area. The smoke and unconsumed gases, 
which form the most deleterious portions of chimney 
gases, are due to arrested combustion ; that is, to a 
partial in place of a complete oxidation of the 
carbon and hydrocarbons of the fuel. 

The most important factors in the combustion 
process are the carbon or carbonaceous constituents 
of the fuel, and the oxygen of the air. 

Carbon, which is represented chemically by the 
symbol C, is one of the bodies classified by chemists 
as Elements, and has an atomic weight of 12. In 
nature, it is only found in the free state, as diamond 
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and can be arranged for purchase on the penny-in- 
the-slot system, which has already proved a success 
with the poorer classes, and offers them a means of 
purchasing their fuel in smaU quantities at a fixed 
price, and thereby protecting them against the 
extortionate rates charged for fuel sold by the 
nominal hundred-weight of, too frequently, ninety 
or even eighty pounds weight. Smokeless combus- 
tion on the domestic hearth, at present, is only to be 
obtained where a brisk fire is maintained and fresh 
fuel is brought up from below on the hopper system, 
whereby the evolved hydrocarbon gases are com- 
pelled to travel upwards through a thick fire of red- 
hot coked fuel. With these few remarks, therefore, 
the subject of domestic smoke must be dismissed as 
outside the scope of this volume, and only to be treate<! 
along special lines. These will be readily under- 
stood by those who have grasped the fundamental 
ideas of air mixture and temperature, without tht 
inclusion of which any scheme of smokeless com- 
bustion is impossible. The open grate does nol 
possess these essentials, and even the arrangemem 
foreshadowed above demands a deep red fire an( 
an expensive under hopper of fuel, with an upwindinj 
device that places it beyond the reach of the poor man 
who cannot weigh the disadvantages of an immediati 
first cost against an ultimate advantage in cleanlines: 
and economy. 
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partial in place of a complete oxidation of the 
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symbol C, is one of the bodies classified by chemists 
as Elements, and has an atomic weight of 12. In 
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and graphite. When heated in oxygen or in air, it 
unites with the former, producing two compound 
gases known as carbon monoxide and carbon 
dioxide respectively, and in the course of this change 
it gives out much heat. The process is really one 
of rapid oxidation. Carbon forms the most im- 
portant combustible constituent of all natural fuels, 
and taking these in the order of their age we have 
the following list : wood, turf, hgnite, brown coal, 
soft or bituminous coal, hard or steam coal, and 
anthracite. Petroleum and natural gas may also 
be regarded as fuels, but the exact relation of these 
to each other and to the solid fuels named above, 
from the geologist's point of view, has not yet been 
settled. The distinguished French chemist, Moissan, 
has put forward a theory that petroleum is formed 
in the earth's crust by the decomposition of metallic 
carbides. 

In wood, or woody fibres, the carbon occurs com- 
bined in the form of Cellulose. This is represented 
chemically by the symbol CgHmOa, and contains 
carbon, hydrogen and oxygen in the atomic propor- 
tions denoted by the figures. Expressed as a 
percentage, carbon forms 44 per cent, of the total 
weight in pure cellulose. 

The fuels that are produced by the decay of wood 
and woody fibres, under conditions which hinder 
the access of air, contain a higher percentage of 
carbon than the original wood. This percentage of 
carbon increases as the process of fossilization and 

■cay advances, and it reaches its maximum in 
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the fuels which geologists class as the oldest 
occurring or found in the earth's crust. 

In addition to carbon, the natural fossilized fuels 
contain oxygen and hydrogen, in chemical com- 
bination with the carbon, and with each other. 

Oxygen (chemical symbol O, atomic weight i6) is 
a gaseous element, and forms one of the constituent 
gases of the atmosphere. 

In the free state, it is a gas without colour and 
without smell. Combined with hydrogen, it forms 
eight-ninths of the total weight of water on this 
earth, and in addition it is found in combination in 
all natural fuels. 

Hydrogen (chemical symbol H, atomic weight l) 
is also a gaseous element, and is the hghtest gas 
known. It occurs only rarely in nature in the free 
state. It resembles carbon in being a combustible 
element ; and its combination with oxygen is 
marked by the liberation of 29,150 calories of heat, 
and by the production of water. 

Nitrogen (chemical symbol N, atomic weight 14) 
has importance for the combustion process, only as 
a diluting constituent of the air. This gaseous 
element is not a supporter of combustion ; that is, 
at moderate temperatures it does not combine with 
carbon or with oxygen. But under special con- 
ditions, it can he made to unite with both of these 
elements. 

The Air is a mixture, not a chemical'combination, 
of oxygen and nitrogen, in the volumetric propor- 
tions denoted in round numbers by 21 and 79. One 
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boiler more than to anything else. It has resulted 
in fines and other difficulties, and, to secure peace, 
frequently in the use of the best Welsh smokeless 
coal at double cost. But even with Welsh coal the 
water-tube boiler will produce bad smoke if badly 
set. We hope to show in the sequel why this is so, 
and what is necessary to prevent such results. We 
shall show something of what has been attempted 
in the way of preventing smoke, and shall have to 
deal more or less with questions of furnace forms, 
draught, systems of mechanical stoking, and other 
matters which closely interconnect with the subject. 
SchmatoUa in the book upon which our work is based, 
has put together something of the principles and 
practice of fuel combustion in Germany. In that 
country certainly the scarcity of fuel and the severity 
of the law, and the scientific training of the men 
who hold the purse-strings, may account for the 
better status of the coal combustion question than 
with ourselves. 

It remains, however, a fact that the ordering of 
coal combustion arrangements in electric Ught 
stations and power houses has been sometimes in the 
hands of men who are electrical engineers chiefly, that 
they have been at the mercy of boiler makers, and 
have simply installed steam plant irrespective of all 
scientific principles or value. Controlled by com- 
mittees of no scientific or technical knowledge, or 
by boards whose ideas have not extended beyond 
questions of barest first cost, those who have known 
better have perhaps found themselves hampered for 
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want of sufficient appropriations to put in really 
correct plant. Yet what is possible in Germany 
should be more easily possible here. With every 
admiration for certain phases of American practice 
however, this admiration cannot be extended to 
American steam practice in this country, for it is 
to this that we owe our " skies plastered with soot," 
a. not, perhaps, unnatural result of work done by 
men who are alien to the country, and look only to 
a few years' residence here, before returning to 
America. Still, it is not unreasonable to demand of 
such the same respect which we ourselves give to life 
outside mere dollars. We say emphatically, there 
is no need for smoke. Its production is evidence of 
neglect of simple laws of chemistry. Smoke can be 
prevented, and every one should help to enforce the 
law which says, " thou shalt not smoke." The 
scriptural hospitality to the stranger within our 
gates has been freely given. Let us demand of that 
stranger that at least he shall not break the laws 
under which he comes unbidden. 

Experience shows that smoke can often be pre- 
vented by the admission of a very large excess of air. 
This has been done by admitting it under the grate 
and through the lower part of the bridge. It appears 
that the large volume of air enables every particle 
of gas to secure its requisite of oxygen, but the 
method is uneconomical and causes undue reduction 
of temperature in the flues. This brings into 
prominence the great importance of thorough 
mixture of the air with the gas. If perfectly mingled 
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In Aik— 

CbemJcal equation 00 + Air =C0» +xS 

Weights in kilograms . i +2-463=r-57i +1-892 

Volumes in cubic metres . 80 + 1-908= -80 +1-508 

Carbon monoxide gas can also be formed, by the 1 
reduction of carbon dioxide in the presence of red-] 
hot carbon, according to the following equation- 



While the formation of carbon monoxide by the 
direct union of carbon and oxygen produces 2,453 
calories of heat, as stated above, the formation of 
this gas by reduction of carbon dioxide alread\' 
formed, is a heat absorbing reaction, and 3,159 
calories of heat disappear in the change. This 
reduction of carbon dioxide in the presence of 
heated carbon to carbon monoxide, occurs frequently 
under certain conditions of fuel utilization ; and the 
reaction is purposely brought about in the various 
methods of manufacturing " Producer gas " from 
raw fuel. 

It is now necessary to consider the changes im 
volved when water-vapour or steam comes into 
contact with carbon at a red heat, since this h 
always present in smaller or larger amounts in th* 
air and fuel ; and in many appliances for smola 
prevention it is purposely admitted to the furnaces. 
The chemical equations show that either carbon 
monoxide, or carbon dioxide, and free hydrogen an 
produced, carbon dioxide being formed when two 
molecules of water-vapour react with one atom 0: 
34 
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carbon. The temperature at which this decomposi- 
tion of water-vapour occurs is between 800° and 
iooo°C. ; carbon monoxide being formed at the 
higher temperature. These reactions play an im- 
portant role in the Dowson and Mond gas producers, 
and in the production of water gas. 

In addition to the carbon which is the chief con- 
stituent of all natural fuels, these contain consider- 
able percentages of oxygen and hydrogen, which 
remain after the fossilization of the cellulose of the 
original woody fibre has proceeded through its 
various stages. The percentage of oxygen, however, 
diminishes with the age of the fuel, being greatest 
in peat and lignite, and lowest in anthracite. The 
percentage of hydrogen does not show such great 
variation, and it is generally assumed to be present 
combined with carbon to form hydrocarbons. The 
most important of these for the fuel user are those 
already named : — methane, ethylene and acetylene. 
The exact state in which the oxygen and hydro- 
gen exist in solid fuels has, however, not yet 
been settled by scientists ; but there are some 
grounds for the belief that both gases exist free in 
the solid or liquid state. For a detailed discussion 
of this question, see Oil Fuel, by W. H. Booth, 1903, 
pp. 99-101. The percentage of these hydrocarbons 
evolved when heating raw fuel, is the measure of 
the difficulty experienced in burning the fuel without 
smoke. The greater the percentage of volatile 
hydrocarbons evolved on heating the fuel, the 
greater is the need for careful design of the furnace 
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and can be arranged for purchase on the penny-in- 
the-slot system, which has already proved a success 
with the poorer classes, and offers them a means of 
purchasing their fuel in small quantities at a fixed 
price, and thereby protecting them against the 
extortionate rates charged for fuel sold by the 
nominal hundred-weight of, too frequently, ninety 
or even eighty pounds weight. Smokeless combus- 
tion on the domestic hearth, at present, is only to be 
obtained where a brisk fire is maintained and fresh 
fuel is brought up from below on the hopper system, 
whereby the evolved hydrocarbon gases are com- 
pelled to travel upwards through a thick fire of red- 
hot coked fuel. With these few remarks, therefore, 
the subject of domestic smoke must be dismissed as 
outside the scope of this volume, and only to be treated 
along special lines. These will be readily under- 
stood by those who have grasped the fundamental 
ideas of air mixture and temperature, without the 
inclusion of which any scheme of smokeless com- 
bustion is impossible. The open grate does not; 
possess these essentials, and even the arrangement 
foreshadowed above demands a deep red fire and 
an expensive under hopper of fuel, with an upwinding 
device that places it beyond the reach of the poor man, 
who cannot weigh the disadvantages of an immediate 
first cost against an ultimate advantage in cleanliness 
and economy. 
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CHAPTER I 

The Chemistry of the Combustion 

Process. 

THE prevention of smoke and fuel waste in 
connexion with industrial heating appliances, 
either for steam-raising or for other purposes, is 
dependent upon a clear understanding of the chemi- 
cal and physical changes which occur during the 
combustion process, and upon a proper provision 
for these changes to take place within the com- 
bustion area. The smoke and unconsumed gases, 
which form the most deleterious portions of chimney 
gases, are due to arrested combustion ; that is, to a 
partial in place of a complete oxidation of the 
carbon and hydrocarbons of the fuel. 

The most important factors in the combustion 
process are the carbon or carbonaceous constituents 
of the fuel, and the oxygen of the air. 

Carbon, which is represented chemically by the 
symbol C, is one of the bodies classified by chemists 
as Elements, and has an atomic weight of 12. In 
nature, it is only found in the free state, as diamond 
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and graphite. When heated in oxygen or in air, it 
unites with the former, producing two compound 
gases known as carbon monoxide and carbon 
dioxide respectively, and in the course of this change 
it gives out much heat. The process is really one 
of rapid oxidation. Carbon forms the most im- 
portant combustible constituent of all natural fuels, 
and taking these in the order of their age we have 
the following list : wood, turf, lignite, brown coal, 
soft or bituminous coal, hard or steam coal, and 
anthracite. Petroleum and natural gas may also 
be regarded as fuels, but the exact relation of these 
to each other and to the solid fuels named above, 
from the geologist's point of view, has not yet been 
settled. The distinguished French chemist, Moissan, 
has put forward a theory that petroleum is formed 
in the earth's crust by the decomposition of metallic 
carbides. 

In wood, or woody fibres, the carbon occurs com- 
bined in the form of Cellulose. This is represented 
chemically by the symbol C^HjoO^ and contains 
carbon, hydrogen and oxygen in the atomic propor- 
tions denoted by the figures. Expressed as a 
percentage, carhop forms 44 per cent, of the total 
weight in pure cellulose. 

The fuels that are produced by the decay of wood 
and woody fibres, under conditions which hinder 
the access of air, contain a higher percentage of 
carbon than the original wood. This percentage of 
carbon increases as the process of fossilization and 
'•'icay advances, and it reaches its maximum in 
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the fuels which geologists class as the oldest 
occurring or found in the earth's crust. 

In addition to carbon, the natural fossilized fuels 
contain oxygen and hydrogen, in chemical com- 
bination with the carbon, and with each other. 

Oxygen (chemical symbol O, atomic weight i6) is 
a gaseous element, and forms one of the constituent 
gases of the atmosphere. 

In the free state, it is a gas without colour and 
without smell. Combined with hydrogen, it forms 
eight-ninths of the total weight of water on this 
earth, and in addition it is found in combination in 
all natural fuels. 

Hydrogen (chemical symbol H, atomic weight i) 
is also a gaseous element, and is the lightest gas 
known. It occurs only rarely in nature in the free 
state. It resembles carbon in being a combustible 
element ; and its combination with oxygen is 
marked by the liberation of 29,150 calories of heat, 
and by the production of water. 

Nitrogen (chemical symbol N, atomic weight 14) 
has importance for the combustion process, only as 
a diluting constituent of the air. This gaseous 
element is not a supporter of combustion ; that is, 
at moderate temperatures it does not combine with 
carbon or with oxygen. But under special con- 
ditions, it can be made to unite with both of these 
, elements. 

The Air is a mixture, not a chemical 'combination, 
ppf oxygen and nitrogen, in the volumetric propor- 
litions denoted in round numbers by 21 and 79. One 
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CHAPTER II 

Present Methods of Burning Fuels and 
their Defect. 

AS will appear later, the practice of fuel com- 
bustion for steam-raising purposes has been 
and still is, to place the relatively cold surface of 
the steam boiler, very near to the furnace in which 
the fuel is undergoing combustion. Thus, in the 
case of internally-fired boilers, the grate is covered 
by a semi-cylinder of water-cooled plate, which 
absorbs heat from the fire and from the unbumed 
or burning gases, and deprives them of so much 
heat that they are cooled below the ignition point. 
Otherwise, the internal furnace possesses most of 
the requisites of perfect combustion, which have 
been laid down as follows — 

1. A draught velocity of not less than thirty feet 
per second over the fire, to draw in air above the fire 
bed for combination with the gases distilled from 
the freshly charged fuel. 

2. A thorough mixing of this air with the fuel gas, 
which can usually only be done by allowing the air 
■uid gas to flow together over the length of the 
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The combinations of carbon and hydrogen yield 
an important series of chemical compounds known 
as the hydro-carbons, and play an important part 
in the combustion process. These hydro-carbons 
are some of them solid, some liquid, and some of 
them gaseous, at the normal temperature. 

The following are the more important of these 
compounds, in relation to the combustion of fuel — 

Methane or Marsh Gas . . Chemical symbol CH( 
Ethylene or defiant Gas . . „ „ CjHt 

Acetylene . . , . „ ,, CiH, 

The heats of combustion of these hydro-carbons, 
according to Berthelot, are — 

Methane ...... 13,343 calories' 

Ethylene ...... 12,182 „ 

Acetylene ...... 12,142 „ 

In each case, carbonic acid gas and water vapour 
are produced by their complete combustion in 

oxygen or air. 

Sulphur also forms a gaseous compound with 
hydrogen, known as sulphuretted hydrogen, when 
the combustion of a fuel containing much sulphur 
and hydrogen occurs, without a sufficiency of oxygen 
(or air) being admitted to the grate. This gas has a 
distinctive odour, and its presence in the waste 
gases, is always a sign of imperfect combustion. 

* One calorie, or unit of heat, is that amount which is required 
to raise the temperature of the unit weight of water through i°C. 
The unit weight is the gram for the small calorie, and the kilo- 
gram for the large calorie. In English practice the pound and 
the degree F. are usually employed ; and the resultant heat 
imit is known as the B.Th.U., or British Thermal Unit. 
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When an excess of oxygen or air is present at the 
requisite temperature, sulphuretted hydrogen gas 
burns to sulphur dioxide and water. 

Turning now to a consideration of the chemical 
changes involved in the combustion of natural or 
artificial fuels, it is advisable to commence with that 
of the purest form of carbon. This is found in 
wood-charcoal and in coke, these products being 
obtained by the dry distillation (that is, distillation 
in the absence of air or oxygen) of wood and coal 
respectively. When either wood charcoal or coke is 
raised to a temperature of 700°C., known as the 
ignition temperature, in an excess of oxygen or of airj 
combination occurs between the carbon and oxygen, 
with production of light and heat, and the wood 
charcoal or coke is reduced to ash, with change of 
all the carbon into gaseous carbon dioxide. The. 
following represents the change, in chemical symbols, 
and the weight and volume of gases evolved, when 
oxygen is employed — 

Chemica! equation . . . C + 2O =COa 

Weights in kilograms . . . 1 + 2-667 = 3-667 

Volumes in cubic metres , . ■932' + 1-865 = 1-865 

When air is employed the changes are as follows — 

Chemical equation . . C + Air =COj +xN 

Weights in kilograms . , i + ii-5o3 = 3-657 + 8-84i 

Volumes in cubic metres . '932'+ S-897 = i-855 +7-032 

' -932 is the calculated volume of i kg, of carbon, when i1 

has assumed the gaseous state. The kilograms can be changed 

into pounds avoirdupois by multiplying by 2-204, 3"<i the cubit! 

metres can be changed into cubic feet by multiplying by 35-3. 
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. When an insufficient supply of oxygen or air is 
present, the carbon is only converted into carbon 
monoxide gas, and the chemical and physical results 
are as follows — 

In Oxygen — 

Chemical equation . . . C + O =C0 

Weights in kilograms . . . i + 1*333 = 2*333 

Volumes in cubic metres . . -932^ + -932 =1*865 

In Air — 

Chemical equation . . C + Air =C0 +xN 

Weights in kilograms . . 1+ 5754 = 2-333 + 4-421 

Volumes in cubic metres . -932^ + 4-448 =1-865 + 3-516 

The volumes of combustible in the above tables 
are for carbon in the gaseous state. One kilogram 
of carbon when burnt to carbon dioxide yields 8,137 
calories of heat, while only 2,453 calories are liber- 
ated, when carbon monoxide is produced. It is 
customary now to ascribe this deficiency in heat- 
production, for the union with the first atom of 
oxygen, to the heat absorption due to the conversion 
of the carbon from the solid into the gaseous state. 
The heat which disappears in the performance of 
this work is 3,231 centigrade units. 

Should the carbon monoxide first formed be 
mixed with the requisite amount of air or oxygen 
and burnt to CO2, the following changes occur — 

In Oxygen — 

Chemical equation . . CO+0 =C02 

Weights in kilograms . . i +-571 = 1-571 

Volumes in cubic metres . -So + -40 = -So 

* See Footnote on previous page. 
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The loss due to the high temperature of the gases 
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PRESENT METHODS OF BURNING FUELS 



loss due to the production of carbonic oxide, is 
avoided in the furnace (Fig. 4). Here air is admitted 
elsewhere than at the grate by lateral openings, 
which supply oxygen (air) nearer to the top of the 
fire in order to secure more perfect combustion. 

The waste gases flow to 
the chimney by the flue C, 
around which the air is 
drawn as shown by the ar- 
rows, and delivered through 
the openings g^, g and a, to 
the furnace. With this de- 
sign there is less stoppage 
from clinker. The waste 
gases may also be employed 
to heat a second supply of 
metal prior to placing it in 
the crucible, as in the con- 
struction shown in Fig. 5. 
In this case the metal to be 
heated, is placed between 
the crucible chamber and 




Fig. s. Crucible Furnace. 
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the regenerative air heater as shown in Fig. 4, 
namely, in the second chamber C (Fig. 5). In this 
furnace / is the air heater suppl5dng hot air to the 
primary furnace at q^p. The second furnace has 
a half grate c, and if necessary, metal can be 
melted as well as in the primary furnace. In 
burning coal, there may also be the above loss 
of effect through the production of carbonic oxide, 
but this is less likely to take place, because, the fire 
being thin, a surplus of air enters through the 
grate. 

A better idea of the whole problem may perhaps 
be gained by considering the course of events when 
coal is hand-fired, by either of the usual methods of 
coking or spreading. 

When the fire has burned down to the replenishing 
point the fire door is opened and an enormous volume 
of cold air rushes in over the fire, cooling the whole 
of the boiler and its flues, tubes, brickwork, and also 
the economizer or feed heater, if this is present. 
This easy entrance of air obviously checks the 
entrance of air through the grate, where the resist- 
ance to its passage is always high. 

The fireman now charges with about 56 pounds 
of fresh coal, which he places either wholly in front 
at the dead-plate, or spreads evenly over the 
surface of the red fire. In 56 pounds of coal there 
will be about 250 cubic feet of gas. This is rapidly 
distilled from the coal, especially when the spreading 
system of firing has been adopted. The volatilising 
of solid fuel absorbs an enormous amount of heat, 
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cooling down the red fire.' Meantime the boiler 
itself continues to absorb heat, so that the green 
gases pass into the flues unburned, or they are only 
partially burned. Usually, the fire door being open, 
the freshly produced gas ignites at once, for the first 
shovel of coal does not blank the whole of the red 
fire surface, and when the full charge of 56 pounds 
is complete there are huge volumes of flame pouring 
over the bridge. The door is then closed. The air 
supply being thus shut off and the fire choked with 
green coal, the flames are not supplied with oxygen 
through the grate, and become extinguished. The 
sudden cooling exercised on the heated gas by the 
boiler plates is said to spilt them up into lighter 
hydrocarbons and carbon. This free carbon is 
soot, which, floating in the stream of gas, produces 
black smoke. In black smoke there is not merely 
black carbon, but there is half-burned carbon in 
the shape of carbonic oxide. When the coking 
system is employed, the fire is burned through in 
patches. The distillation of gas is more prolonged, 
an excess of hot air is coming through the thin fire, 
and the gas mixes with this in its passage over the 
hot fire, and perfect combustion is more easily 
obtained. 

The coked mass of fuel, when freed from its volatile 
gas, is pushed back over the fire by a rapid push of 
a wide rake, and a fresh charge is soon after put 
to coke upon the dead-plate. Wye Williams pointed 
out these things many years ago, and insisted on 
' Vide The Electrical Review, Aug. 30, igot. 
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the supply of air above the grate by means of 
openings in the fire door which admit air through 
perforated plates in fine streams, so as the better 
to mingle with the gases. 

A good fireman can use these door grids success- 
fully. They should, however, be arranged auto- 
matically to open as the fire door is closed after 
firing. They should then open slowly a little wider, 
and slowly close in about two minutes or so, as may 
be found necessary, thus regulating the supply of 
air to the output of gas. After all the volatile 
hydrocarbons have been driven off, the solid carbon 
on the grate will usually secure sufficient oxygen. 
About three or four square inches of air opening at 
the door is found necessary, for each square foot of' 
grate area. 

The air may be admitted at the bridge, but in 
that case it loses the benefit of the heating effect 
of the fire, and of the better mixing effect. 
Effective mixture is of prime importance, as also 
is a sufficient temperature. This latter is the point 
at which the Lancashire boiler, with its water-arch 
furnace, is apt to fail. 

In that class of water-tube boiler wherein the 
gases rise vertically from the fire, and pass to the 
tubes where they are promptly cooled below ignition 
point, the mixing action is seriously deficient, and 
this was attempted to be remedied by Belleville, 
who injected air at a high pressure horizontally over 
the fire surface, to whirl the gases and burn them 
before they rose between the tubes. The space for 
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^Hthis action is, however, too limited for success to 
follow. 

No doubt mixture is effected by the water tubeSj 
' and the gases will often ignite and burn uselessly 
^k beyond the boiler. In the sequel it will be seen how 
^rthe various points above named have been more or 
1 less provided for. We would specially urge the 
important essentials of mixture and temperature. 
Practice has shown that unless there is a draught of 
at least half an inch of water gauge, the admission 
of air above the fire does not take place satisfac- 
torily, and in such cases it is usual to aid its introduc- 
tion by a steam jet, placed so as to point from above 
the door towards the middle of the length of the 
fire. Experience also shows, that it is easier to 
prevent smoke by first admitting too much air at 
the door, and closing rapidly, than by admitting 
too small a quantity. If too little air is initially 
admitted, the gases do not burn freely, and soot is 
produced with less temperature, and it is difficult 
to re-establish perfect combustion. By admitting 
an ample volume of air at first, and putting the 
gases into active combustion, there is at once pro- 
duced a high temperature, and the door grids may 
be sooner closed, for combustion will continue with 
a less excess of air above the chemical minimum. 

It will be apparent from the foregoing that the 
difiicidty in burning bituminous fuel lies in the fact 
that it is a complex substance, and burns partly as 
a soUd and partly as a gas. The gas must be burned 
_in a time much shorter than is necessary to burn 
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the solids. The regime of the furnace is constantly 
changing. The fire is cooled during volatilization 
of the gas. Hence the dictum '* little and often/' 
as applied to the firing process, so as to reduce fluctua- 
tions to a minimum. But this implies many more 
openings of the furnace door, and has only been 
carried into practice by the processes of mechanical 
stoking. The machines for this provide a continuous 
feed of coal, either by the coking process, or by the 




Fig. 6. . Ordinary Furnace of Cornish Boiler. 



process of sprinkling. The evolution of gas is 
thereby evenly distributed. The regime of the fire 
is more constant, and the supply of air, once foimd 
best, can be adhered to as closely as atmospheric 
changes will permit. 

The regime is less regular than it would be did 
coal not contain dirt to form clinker to choke the 
grate. Hence the use of moving bars, which tend 
lore or less to be self-cleansing. 
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^ In Fig. 6 is shown a usual form of furnace of the 
Lancashire, or Cornish, or similar type of boiler. 
Here a is the door, b is the bridge, shown with an 

I air passage in place of the door being perforated. 
5 is a damper to regulate air admission through b. 
An ashpit damper k controls the air admitted 
"below the grate, and, incidentally, through h. 
It is often necessary to hmit the air flowing through 
the grate, in order to assist its entrance above the 
fire. But in this design the damper k cannot be 
used to do this, without at the same time controlling 
B the air supply through b. For this reason, apart 
H from other reasons, the secondary air supply is 
H better effected through the door a, than through 6. 
H The damper k then affords a powerful means of 
" controUing the supply of air to the furnace, both below 
as well as above the grate. 

The Westphalian coal of Germany contains 4 

»per cent, of tars, 4 per cent, of gas water, and 16 
per cent, (equal to 30 cubic metres per 100 kilos 
of coal) of gases ; in all, 25 per cent, of volatile 
matter. Many English coals contain 35 to 37 per 

»cent. of volatile matter. A study of the above 
type shows that the following conditions must be 
fulfilled, as already pointed cut in general terms. 

1. A temperature above 7oo°C.— i2g2°F. in the 
furnace, and no contact of the hot gases with the 
colder walls of the furnace, until combustion is com- 

L plete. 

2. A sufficiency of oxygen in the combustion 
space, preferably in a hot state. 
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3- Skilful firing of the raw fuel evenly over the 
fire surface. 

The first condition may be secured by the arrange- 
ment shown in Figs. 7 and 8, which consists in lining 
the furnace with firebrick internally. This prevents 
serious abstraction of heat from the fire, and secures 
so high a temperature that the gases will burn if 
only supplied with oxygen as per condition 2. 
Most patented devices provide for such air admission 
at the bridge, and others provide for its admission 
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at the door, which we prefer, but very few seem to 
consider the essential feature of temperature at the 
place of mixture. 

In Fig. 7 this is provided for, by extending the 
fire-brick fining, as shown. With bridge admission 
this extension will probably be greater than with 
door admission. The amount of secondary air thus 
admitted should be kept down as nearly as possible 
to the theoretical or chemical minimum, or the 
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cooling effect will be excessive. It is because so 
many devices admit too much air, that they do not 
prove economical. 
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The fire-brick lining, however, very seriously 
diminishes the size of the fxirnace, and the lining is 
not free from cost of maintenance. Hence the 
external furnace of Figs. 9, 10 and 11. Here the 
whole furnace is carried on a wheeled frame or 
platform. The furnace is enclosed in an outer 
case i. A spUt bridge Si admits secondary air 
from the external space h, through which further 
secondary air is admitted at Si, above the bridge. 
Air is admitted below the grate through passages 
p, also in communication with the space h, which 
is supplied through the valves p and S. 

Combustion of the gas takes place in the space V 
and beyond, the whole furnace being lined with fire- 
brick as at C, no extension of the lining is neces- 
sary in the actual boiler tube F. The heat radiated 
from the furnace is partially taken up by the air 
which flows through the space h. The length is 
two metres and the diameter half a metre, the grate 
area i^x-^ m.=8 square feet. 

For English boilers, the fire-grate area would be 
larger than stated above, because the furnace tubes 
have a larger diameter than appears usual in Ger- 
many. Thus for boilers of 7ft., 7ft. 6in. and 8ft. 
internal diameter, the furnace tubes are made 33, 
36, and 38 to 39 inches diameter respectively, 
and the length of the grate is made usually 6ft. 
for hand firing. It is possible to maintain these 
widths with external furnaces, and it should not be 
impossible to employ a single breadth grate in the 
external furnace of a Lancashire boiler, so securing 
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a grate of six to seven feet in breadth, if the thrust 
of the arch can be properly taken up. 

Earlier attempts to secure the results possible 
with external furnaces have failed, from too great 
massiveness, and want of means for preventing 
great loss by radiation. With the furnace illustrated, 
these losses are much reduced, by the air passing 
through the space between the casing and the 
furnace. Where there is as usual a spare boiler, 
the furnace may be wheeled from any boiler, which 
is to be laid off for cleaning or repair, to the spare, 
boiler which is to be freshly started. This would 
help to reduce loss of heat stored in the furnace, 
which is estimated at 8-6 kilos of coal. This loss 
may be calculated, if the mean temperature of the 
mass of the furnace be known, the specific heat of 
firebrick being about o-2. It has been argued that 
external furnaces are not economical, that steam 
cannot be raised with economy unless the boiler 
is exposed to the direct radiation of the furnace, 
and that with external fires this radiant heat dis- 
appears in some mysterious manner, being incapable 
of discovery either in the form of water evaporated, 
or of heat in the waste gases, and that in fact 
no one knows what does become of it. This expla- 
nation is unsatisfactory and improbable. It is 
doubtful if any satisfactory proof can be afforded 
of its truth, and grave doubts are thrown on the 
claim by Mr. F. Grover, who informs us that the 
smokeless combustion of Indian coal in such furnaces, 
appears to have been also coincident with a marked 
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economy. A similar principle is carried out with 
water-tube boilers, by the construction of the furnace 
shown in Figs. 12 and 13. K and K^ are a pair of 
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Bhick Fuh\ace of Water Tobb Boiler, 

firebrick arches thrown across the fire, so as to form 

extended furnace and combustion chambefj 

in which combustion may be completed by aid of 

the secondary air, drawn through the hollow walls 
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Aj A, to the bridge wall at e. The volume of this air 
can be controlled by the damper r\ 

Sight holes at 5, and if possible through the side 
walls near the bridge, are provided. The upper arch 
may be perforated as showTi. There is always more 
or less trouble with these arches in ordinary practice, 
because they are built with far too little care and 
forethought. Mr. Page, of Stourbridge, says that 
for sound work, a fire block must not be machine 
pressed from a lump of clay. This is apt to cause 
planes of internal shear at which failure may occur. 
All specially stressed brick must be hand pugged 
into its moulds and should be burned at a tempera- 
ture exceeding that at which it will be used. Bricks 
ought to be absolutely dried before going into work, 
and a new arch must be slowly warmed up. Its 
face may be smeared with a less refractory cement 
which will run, and set the arch face into a solid 
mass ; this will minimize the common danger of 
the bricks spUntering ofif at the first severe heat. 
The new electric furnace product, Siloxicon, might 
be employed for this purpose. 

A well-built arch of good bricks, should last a year. 

In such a furnace as this, the gases are compelled 
to travel over the full length of both arches, before 
coming into contact with the water tubes. As in 
other cases, the secondary' air can be admitted — 
probably with advantage — at the furnace door. 

The whole boiler must stand higher than when 
it is set in the usual manner ; but the usual manner 
of setting a water-tube boiler is so barbarous and 
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unscientific, that it does not merit a moment's 
consideration. 
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It is, however, to be said that even better results 
can be obtained by an extension of the principle 
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of Fig. 12, that is, by raising the boiler even higher, 
and considerably enlarging the combustion chamber, 
as in Fig. 14. 

It is mifortmiate that so little attention has been 
paid to the art of stoking. This has been too much 
considered as only an unskilled labourer's work, 
whereas it involves the economical conversion of 
valuable coal into heat, and a fireman's wages are 
but a small proportion of the total cost. In a week 
of 56 hours a high class fireman has been known 
to fire 80 tons of coal, but 50 is a good week's work. 
He may thus be handling twenty to thirty times the 
value of his wages, and a difference in skill that 
will save only three per cent, of the fuel, may well 
be worth an addition to his pay of one-half. A 
good man can, under fair conditions, fire Lancashire 
type boilers without smoke and with economy. 
The furnace of such a boiler is in fact near the critical 
point, and it will smoke on slight cause. Smoke 
prevention apparatus should be of such a nature, as 
to widen out the critical area, by improving or 
insuring the necessary conditions, without intro- 
ducing uneconomical fads such as excessive air. 

All apparatus should aim to reduce the air supply 
to a chemical minimum. This will always be pos- 
sible in a refractory furnace of sufficient length, 
because the mixture of air must be complete in 
time, and combustion will go on so long as there 
are no serious cooling effects. Practical success 
is secured where, without excessive furnace and 
combustion space, and with an excess of air of 30 per 
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cent, above the theoretical, there is no smoke 
but a light occasional haze. In hand firing, as already 
seen, coal is apphed either by spreading or by 
coking. The spreading system is variously modi- 
fied. Either coal is fired over the whole fire area 
at once, or it is fired over the front and back ends 
alternately, the object in each case being to preserve 
a red fire over half the area, in order to supply part 
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of the secondary air to the gases from the other 
half, and to keep up the temperature. 

In stoking by machinery, these various methods 
are all more or less approximated. A perfect 
mechanical stoker is not known, but a fair amoxmt 
of success is secured by them, and they cannot be 
regarded as altogether unsatisfactory. 

One of the oldest forms of mechanical stoker 
that illustrated in Figs. 15 and 16. It has lately 
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come again into prominence as a stoker for water- 
tube boilers, but its inventor was one J uckes, and 
it was at one time extensively employed in York- 
shire for under-fired Lancashire boilers, practically 
as shown in Fig. 15, but sometimes with the chain 
grate brought much further forward, so as to provide 
a considerable additional length, on which coal was 
hand distributed. This coal passed under the edge 
of an adjustable vertical plate, which levelled it to 
an even thickness. It then passed slowly under 
the arch of firebrick which protected the front 
lower end of the boiler, gradually becoming coked 
as the moving chain grate carried it to the bridge. 
Secondary air was admitted by leakage through 
the green coal under the " doctor " plate, and through 
the bridge-end of the fire where burned thin. 

The difiiculty then, as 
now was, that the 
bumed-outfire admitted 
too much air. The fur- 
nace was intensely hot, 
and under-firing large 
shell boilers not being 
approved by the Boiler 
Insurers, the J uckes 
furnace fell into disuse 
with the system, until 
, it was resuscitated for 
(water-tube boilers. 
I The chain-grate fur- 
pace is always clean, and it was fairly smokeless under 
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the shell boiler, but of couree it must fail under the 
straight ascending flow of the usual setting of the 
water-tube boiler. It will work smokelessly with a 
setting such as that of Fig. 12, and is practically 
perfect when arranged as in Fig. 14, which is the 
arrangement employed by Mr. Miller, of the Ken- 
sington and Notting Hill Electric Light Station. 

The thickness of the fire at the bridge end is kept 
up by means of the bridge plate, which allows the 
advancing fire to heap up, and the surplus falls over 
into the pit beyond, where it can bum out. The 
bridge plate must be hollow, and cooled by a con- 
stant flow of water, or it will rapidly bum out. 
These grates sometimes give trouble by bending, 
and by failure of the Unk pins. Mr. Miller discards 
pins, and casts bosses and recesses on the links 
themselves, which are so shaped as to avoid the 
wide air gaps, at the^ bending of the chain round the 
end rollers. In this form of chain, each line of links 
is longitudinally independent. 

HAND FIRING. 

While hand firing possesses the advantage that 
it may be done by an inteUigent man, it has the 
objection that, while the firing is in operation, great 
volumes of cold air are rushing in at the door. 
Hence such patents as Fig. 62, where the attempt 
is made to get rid of part of this objection. Mechan- 
ical stoking does avoid this difficulty, but these 
machines have their troubles also. Excepting the 
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chain grate, the ordinary moving bar of the mechan- 
ical stoker, requires to be cleaned at intervals. To 
do this, the hopper feed is stopped, and the grate 
burned bare, the dampers being gradually closed 
as the fuel bums off, and completely closed during 
cleaning. When clean, the feed is restarted, the 
coal first fed will often be ignited by previous back 
burning and will at once flame. If the draught 
is good the coal will bum very fiercely, and it requires 
a long time to get the grate fully covered again, 
during which time cold air is rushing freely through 
the bare grate, and diminishing the duty and 
ef&ciency of the boiler and of the economizer also. 
If to check this, the boiler dampers are closed, there 
will be too small a volume of air drawn in above 
the fire to bum the gases, and black smoke will be 
made. In such a case, a damper may be placed under 
the grate, so as to shut off air from the rear of the 
grate, without diminishing the air supply above 
it. In this way the gases receive the air neces- 
sary to bum them, and the fuel on the grate 
bums slowly. When the fuel has travelled as far 
as the bridge, the ashpit dampers are again opened, 
and regular working is resumed. This ashpit 
damper is also a useful apphance for a hand-fired 
boiler, for it enables the draught to be regulated 
so as to give the desired intensity of combustion, 
without diminishing the draught above the fire, 
the full chimney draught being available to draw 
in air to bum the evolved gases. 
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BROADBENT'S APPARATUS 

An appliance to regulate air admission is that oi 
Broadbent, which consists of a set of louvres in 
the furnace door. These are all jointed to a middle 
vertical bar, which serves as the weight for a piece 
of clockwork. This clockwork has a springless, 
heavy escapement wheel, like a fourteenth-century 
clock, which oscillates under the puU of the weight, 
and allows this to run down. The clock is 
connected bv a chain to the louvre weight, so that 
when the furnace door opens, the lever on the clock 
falls back over a ratchet wheel, and when the door 
is closed, the ratchet holds back the lever, and 
the louvres are fully opened to admit the maximum 
air supply over the fire. The escapement of the 
clockwork then begins to move, and allows the 
louvres to shut in about two-and-half to three 
minutes, after which time there is no further 
hydrocarbon gas, to distil off the last charge of fuel. 
The process is then repeated at each charge of 
fuel. Similar results were aimed at by means of 
door louvres, hung to a ratcheted lever on a shaft 
overhead, which slowly revolved and let down the 
louvres at a fixed rate. 

Oil cataracts also are employed for the same 
purpose, and in skilled hands these various appli- 
ances serve the purpose of admitting air when 
needed, without allowing it to continue too long. 
With means for ensuring sufficient temperature, 
they would undoubtedly be very good smoke pre- 
venters. 
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UNDER FIRING 

Great store has been set on the idea of feeding 
coal from below the fire, so that the green coal 
should give off its gases below the red coked fuel 
above, which will thus heat the gas and assist it to 
bum. 

This end has been variously attained. One such 
device is seen in Fig. 68, German Patent No. 123,300, 
described on page 172. Many years ago, Mr. Holroyd 
Smith introduced coal to the furnace by means of 
long heUces, which carried the coal along longitudinal 
troughs in the grate surface. The gradually reducing 
size of the heUces, and of the troughs, compelled the 
coal to escape upwards. The principle of under 
firing has not come much to the front as regards 
English inventions. 

The Hopcraft furnace, which came out with such 
a flourish in i88g, had a circular revolving grate, 
inclined at an angle of 25"". Coal was fed through 
a central pipe, round which the grate revolved, by 
means of a jointed series of flights or short heUces. 
The revolution of the grate set up a weak line in 
the fire, at the circumference of the circular part, 
and the draught, which was by fan, spent its energy 
round this weakened channel, which it blew into a 
state of brilliant incandescence, the rest of the fire 
remaining dull and dead. The furnace proved a 
complete failure ; and the under-feed system has not 
met with much success until recently, when certain 
American under-feed furnaces have been introduced. 
These possess the novel feature of a grate inclined 
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downwards from the fuel supply trough, with a 
modification of the step grate placed across the 
furnace. An example of this grate will be found in 
the section dealing with American Patents. 

In the Vicars stoker, short straight bars are em- 
ployed, which have a forward movement all at one 
time, but a return movement which takes place at two 
distinct times, all the alternate bars first moving 
back, followed by the remainder. The net effect 
is to carry the fire forward. The bars receive their 
fuel from a hopper, out of which it falls in front of 
a pair of wide reciprocating plungers. These thrust 
it forward upon the bars, where it becomes coked 
as it moves forward under the fire-brick arch, and 
gradually burns off towards the bridge. The still 
unconsumed fuel falls over the bridge into the 
hollow beyond, and is burned out, the ash and 
clinker being cleared from under the grate, and 
falling preferably down the hopper ashpit to a: 
conveyor below. 

The fire-brick arch occupies a considerable length, 
and combustion is fairly smokeless. A high per- 
centage of COa can be secured by this stoker. 

Objection is raised to stokers of the sprinkling 
order, that the dust of the coal is carried by the 
draught into the flues, and even out of the chimney 
top. Either by damping the coal, or by providing 
suitable chambers for the dust, this may be pre- 
vented, but damping cannot be recommended, for 
the reasons given on pp. 140, 141, Chapter IV. 

The sprinkling mechanism is various. Some 
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stokers throw their coal, by dumping it in 
small quantities in front of spring actuated shovels, 
which throw the coal over a limited area of the 
furnace at each throw. The severity of the throw 
is varied by the action allowed to the spring, and 
thus the whole fire surface receives its share of fuel, 
which is spread by the bottom of the throw 
chamber or by experimentally determined semi- 
obstacles. Other sprinklers consist of rapidly re- 
volving wheels or fans, upon which the coal is 
dropped from the hoppers. These wheels revolve 
on a vertical axis, or they may revolve on a hori- 
zontal axis. 

In the stoker of the E. S. E. Stoker Co., of Black- 
burn, the sprinkling is alternately along the sides 
of the fire, so as to resemble side firing by hand. 

In all, it will be observed that fuel is supplied 
continuously, and maintains a constant condition of 
the furnace. Such smoke as is made is steady in 
amount, and constant, and though it is maintained 
at a density less than what may be called the " prose- 
cution blackness," nevertheless its daily volume 
is sometimes considerable, and mechanical stoking 
cannot be considered by itself as a smoke preventer. 
It must be employed with the same precautions as 
are necessary with hand firing. 

Anthracite coal cannot easily be stoked by any 
system of coking, and it must be kept quiet during 
burning. It is therefore not suitable for firing by 
mechanical stokers of the coking type. Nor does 
it require secondary air to burn ofi volatile gases. 
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Anthracite must, however, have a -secondary air 
supply, to bum the carbonic oxide, (CO), if the fire is 
too thick to allow an excess of air to pass through it. 
With bituminous coal, only from a fourth to a half, 
of the total heat, is actually set free at the grate. 
Considerable heat is absorbed in volatilizing the 
solid coal, and the gases which absorb this heat pass 
off and bum in the upper part of the furnace, or 
beyond it, so that the fire grate is not exposed to 
very severe heat. Anthracite coal burns almost 
wholly at the grate surface, and the temperature 
produced is high. Any slightly projecting bar will 
melt off, and there is usually considerable trouble 
with the grate. Special grates for anthracite consist 
of flat plates, pierced with holes. Round each hole, 
the plate rises up in the form of a low hiU, and the 
area between the hill tops, which are perhaps a 
quarter of an inch high, becomes covered with 
ashes which protect the plate surface. 

Summarizing the whole question of mechanical 
stoking, it may be pointed out how very much 
better fitted for perfect combustion is the under- 
tired boiler, than the internally-fired boiler, owing 
to the large space available for the grates. One ol: 
the greatest enemies to economy is the creation of 
bare patches in the fire. This we have seen is the 
cause of trouble with chain grates. Certain machine 
stokers minimize the trouble, by using short bars, and 
by dumping the still unconsumed fuel, into a back 
pit, where it can burn out to a finish. But in the 
inclined grate, the aid of gravity is called in, so to 
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agitate the fire, that it packs downwards automati- 
cally, and closes up its hollow parts by drawing upon 
the thicker bed of fuel at the upper end of the grate. 
These grates are so arranged that the fire is approxi- 
mately self-regulating in thickness, for as it packs 
downwards it becomes self-supporting, and ceases 
to move down hill so very rapidly. It is difficult 
to imagine anything much better than the inclined 
step grate, but it requires to be allowed for in original 
construction. It should always be combined with 
the over arch of fire-brick, and with the general 
arrangement of furnace and direction of flow of 
gases, which have been already pointed out as 
essential for obtaining a good mixture and a suf- 
ficiently higlj temperature. 
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CHAPTER III 

Improved Methods of Burning Fuel. 

step grates and gas firing. 

STEPPED grates have been little used in Great 
Britain, simply because under-fired boilers 
have gone out of favour. A step or an inclined 
grate affords the simplest means of moving the 
fuel along the grate as combustion proceeds, thereby 
closing up voids and preventing excessive admission 
of air. When the angle is properly chosen (it ought 
to be adjustable) an even and uniform bed of fire 
can be obtained by this method of construction. 

Two forms of inclined grate are in use in Germany 
and on the Continent. In one, the grate is of the 
usual form with straight bars, but it is inclined 
at a steep angle as in Fig. 17. This still retains the 
disadvantage, that fine coal and dust easily fail 
through the bars. Coal of strongly coking property, 
or which produces much clinker, is also not found 
satisfactory on such a grate. 

In the true step grate, as in Fig. 18, plates are 
arranged as in a staircase, but the risers are omitted, 
and the openings thus made afford access for air. 
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Inclined Grate. 



lis form answers ad- 
mirably for fine coals, 
lignite, peat, and tan 
bark, or sawdust, 
which cannot be 
burned advantageous- 
ly on ordinary grates. 

In Fig, 17 the simple 
inclined grate is shown 
fed from a hopper t, 
ash and clinker collect 
on the little bars />, 
and secondary air is 
admitted at I , 

through lateral passages h controlled by a damper r. 
The gases thence proceed to the boiler, which in this 
case is seen to be of locomotive type, with two brick 
arches, m and «, to divert and mix the gases, and 
diffuse them over the volume of the dome of the 
combustion box before they escape to the tubes. 

The step grate of Fig. 18 is shown, applied to a 
somewhat similar furnace, in advance of a flue tube 
boiler. Coal supply from a hopper is regulated by 
a doctor plate b, secondary air is admitted at / I, 
and regulated by a damper r, which controls the 
heating rays h, h^. 

Ash and clinker are deposited on the lower 
shutter p, and may be let down upon p^ by with- 
drawing f. On replacing p, the lower shutter f^ 
being drawn out, deposits the intercepted ash and 

nker in the ashpit. The fire can be helped down 
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by a rake through the opening k. If, however, 
the fuel be of suitable quality, the fire will slide 
down the grate, when the support at the foot is 
removed by each cut out of ashes when the shutters 
p, p^ are used. 

To note the perfection of combustion, a sight- 




SiEPPED Grate. 



hole e is provided in the side wall. The products 
of combustion are finally passed into the boiler 
flue. Grates of the form of Figs. 17 and 18 are 
usually inclined at an angle of 45°, those of Fig. 18 
being at about 35°. These inclined grates, with 
brick combustion chambers, are, in a sense, a sort 
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of half-way house on the road to gas firing, 

the grate is very 
steeply incUned, there 
are few voids in the 
fire. Much carbonic 
oxide is produced, and 
tinbumed hydrocar- 
bons are given off from 
the thick mass of fuel. 
As both the fire tliick- 
ness and the secondary 
air supply are con- 
trollable, the combus- 
tion ought to be 
perfect and smokeless. 
The heating of the in- 
coming air by the 
walls also makes for 
economy. This half- 
gas firing is not 
sharply differentiated 
from other methods of 
firing, but there is a 
gradual transition from 
the ordinary plain fur- 
nace to the actual gas 
producer, and no at- 
tempt need be made 
to define the limits. 
Thus it would be 

ficult to say whether the reverberatory furnace 
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• of Fig. 19 belongs to the gas-fired type or to 
the solid-fired type. Hence the term " half-gas 
firing." But all the heat of the fuel goes to the 
furnace, which in this case is shown with a steam 
impelled secondary supply of regeneratively heated 




^ thoug 



Fig. 20. Gas Generator. Ordinary Tvpe. 

air, which traverses the passages z^ heated by the 
flues k, k^ and enters the furnace at S and m to 
complete the combustion prior to the arrival of the 
gases at the hearth H of the smelter. The air, even 
though hot, is less heavy than the gases, and is 
thought to mix better when forced in above these 
1\ 
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at the top of the combustion chamber V. Careful 
regulation is necessary, which is effected by the 
' damper t^. 




4^/////////M 



The use of forced draught, or compressed air, 
I offers advantages which have not yet been fully 
;rasped by engineers. 
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A gas generator of ordinary type is shown in 
Fig. 20. It does not differ widely from Fig. 19. 
The fire is thicker, 60 cm. to i m— 24 to 40 inches. 
This thickness is obtained by using a steeply inchned 
front to the furnace. There is a hanging bridge t, 
which performs the important function of main- 
taining a uniform thickness of fire upon the grate. 
This is an important and essential requisite for gas 
generation, as it preserves the uniform regime 
of the furnace and a constant quality of gas. Open- 
ings for fire irons are provided at S S, for use if 
necessary in regulating the fuel. 

The constant fire thickness is secured in another 
type of gas generator by the charging shaft T of 
Fig. 21. Since with the same fuel, a gas generator, 
properly regulated, should always produce a uniform 
quality of gas, the problem of perfect combustion 
is much simplified and resolves into supplying the 
necessary air for secondary combustion. The fuel 
on the grate is burned at once to carbon dioxide 
(COa), but this is all converted to carbonic oxide 
(CO) in its passage through the thick bed of fuel. 
An essential condition of the use of gas producers 
is that the work shall be continuous. If this 
condition is fulfilled, their use leads to economy 
without smoke. 

In Fig. 22 is shown an application of a gas gene- 
rator to the firing of a boiler. The generator and 
the boiler here shown are one of a series, arranged 
in parallel on a common gas flue H. The boilers 
are of Lancashire or Cornish type. In front of 
7& 
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branch pipes St, Si to the individual combustioa 
chambers. At i? is a coil, to superheat the steam 
supplied to the generator through the blower L, 




which induces an air flow under the grate. This 
air is heated in the wall channels I. Water gas is 
thus produced to some extent. It leaves the 
generator at a temperature of eooX. (=III2''F.J, 
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and some of this heat is saved in the steam coil R. 
The gas passes through a pipe g, to the water-sealed 
bell Z, and thence to the chamber V, through a regu- 
lator e. Air is admitted at o, Ot, and thorough 
mixture is secured by means of the baffles «,Mi,Mj. 
This air is heated in the space between the com- 
bustion chambers and the outer casing. The 
combustion chamber is mounted on a carriage, and 
the bell Z being raised, severs the one joint between 
the gas producer and the furnace. Another bell 
at 5a serves to disjoint the secondary air main. 

An important feature of all gas-firing systems 
is the ease with which the secondary air can be 
heated, and if done with otherwise wasted heat, the 
economy is obvious. The question of mixture of 
the gas and air is however not given the attention 
it deserves. 

If a wide hearth is to be gas fired, the air and gas 
must be divided into several streams, as in Fig. 23, 
where g, g, are the gas openings, and I, I are secondary 
air ducts, delivering preferably above the gas supply, 

shown in Figs. 25, 26, 27, rather than as shown in 

J. 24 ; since the mixing is more rapid and perfect 
hen the air comes from above the gas. 

For a short hearth the arrangement of Fig. 25 
is recommended. For longer hearths Fig. 26 may 
be used. A very long flame may be obtained by 
parallel flow of air and gas which retards the mixing, 
compared with the impinging effect of Fig. 26. 

When, however, a reducing effect is required, the 
air shoxild be brought in below the gas. This 
79 



1 



J 



SMOKE PREVENTION AND FUEL ECONOMY 

retards the complete combustion, and secures the, 
reducing effect sought for. 



DUST FIRING. 

perhaps the most perfect system of burning coal 
is to reduce it to a fine dust, and blow it into a 
brick-lined furnace, by aid of the air required to 
burn it. Thus applied, coal dust burns like gas, 
with a hot and fairly short flame, the rapidity of 
combustion varying with the fineness of the dust. 
So applied, coal should of course be freshly ground. 
The objection to dust firing is, that the fine ash or 
incombustible portion of the coal, is carried forward 
with the waste gases and out at the chimney topj 
thus becoming a public nuisance. A remedy for 
this could probably be found in a circular depositing 
or whirhng chamber, "or stive" room, in which 
the gases would part with their load of dust. The 
cost of grinding is an item of some expense, that 
should however be partly covered by the cheapness 
of the coal, which may be the finest slack. It ought 
also to be possible, to suit the air supply very closely 
to the chemical minimum. 

In order to grind coal efficiently, it must first be 
dried. It is stated by Mr. C. O. Bartlett that twice 
the quantity can be ground when the moisture is 
reduced to i per cent, than can be ground when it is 
left at 2 per cent. Not more than six or eight pounds 
of moisture can usually be dried out per pound of 
fuel burned, and it is not advisable to deliver the 
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dried coal above 150 °F. Of course the fuel spent 
in drying should save some of that necessary in the 
steam boiler, when coal is burned undried. The 
same engineer thinks that coal will all be burned 
as dust, but fully recognizes the dust problem, and 
the necessity for catching it. The system of coal- 
dust firing seems to the Authors to be sound in 
principle, if only it can be successfully applied. 
The prevention of the fine ash nuisance produced 
in the flues and spread over the surrounding property 
is, however, essential to such successful application. 



LIQUID FUEL.^ 

Liquid fuel may be almost classed with dust coal. 
It is fired by heating it to render it as limpid as 
possible, after which it is blown from an injector 
or atomizer by means of air preferably hot, at not 
less than 20 poxmds pressure, or by steam, preferably 
superheated. Liquid fuel is burned either alone 
or in combination with solid fuel. As with solid 
fuel, it must be well mixed with air, and the tempera- 
ture must be well preserved until combustion is 
completed ; to which end furnaces are more or less 
lined with fire-brick. It is easier to bum liquid fuel 
with a small excess of air, than it is to burn solid 
fuel. It is free from the objection of dust, which 
applies to dust fuel, and would become a very 
general fuel if its production could be extended. 

1 See Liquid Fuel and its Combustion. W. H. Booth. Con- 
stable and Co. 
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It may be noted here, that high temperature is 
promoted by perfect air mixture, because of the 
more rapid combustion — and perfect combustion 
tends to shortness of flame. Hence good conditions 
act and react on each other, to produce the best 
results — for when the ilame is short there is less 
risk of premature cooling by the boiler plates, and 
there^is less need for long continued fire-brick lining, 




Fig. aii Guyot Liquid Fuel Atomizer. 

and therefore a longer path for the gases in contact 
with the boiler plates. In Fig. 28 is shown the 
Uquid fuel atomizer by M. Guyot, as used in certain 
tests at Indret, of the French torpedo-boat boiler, 
Fig. 29, 

From these figures will be seen how the furnace is 

lined with fire-brick, to conserve the temperature 

of the bm^ning oil, and also a usual arrangement 

of air atomizer, showing the oil and steam passages. 
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These atomizers are all much alike in form, and 
differ only according to the ideas of their designers, 
as to the best degree of atomization that can be 
secured. 




Fig. 29. Liquid Fuel Fired French Torpedo Boat Boiler. 



SPECIAL FIREBARS. 

An enormous variety of special firebars and grates 
are made as smoke prevention devices. Some of 
these bars are hollow and convey air to a split 
bridge heating the air in its passage. Other grates 
are so arranged as to divide the air which passes 
through them into a greater number of finer streams 
than do plain bars. A certain French firebar 
resembles a plain |-inch bar cut across to form 
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squares, the whole grate area being composed of 
square surfaces J" x J" or I" x }", with air spaces of 
■J-" to V'li"- Such a bar suits briquette fuel which has 
been made of washed coal and does not clinker, 
but it speedily chokes with chnker when used with 
even a Welsh coal like Powell-Duff ryn, or Nixon's 
Navigation, and the clinker holds too firmly to be 
sliced cleanly up. Rocking bars have been much 
used to shake the fire. They serve to keep the fire 
open, will to some extent break up clinker, and will 
always get rid of dry ashes when not choked with 
clinker. 

The rocking bar has been carried to an even 
greater extent in America, each transverse bar 
being capable of rocking so far back, that its surface 
assumes a vertical plane, and presents a series of 
fingers, which will cut out the bottom of a fire, and 
thoroughly clean it, without opening the door. 
Where clinker forms a plastic continuous layer, 
the front half of the grate can be rocked separately 
from the rear half. Clinker cools rapidly and becomes 
brittle, when the fire is taken from above it. To clean 
in such cases, the fire is aU drawn to one end of the 
grate. The clinker rapidly chills, on the other half be- 
ing opened by the bar movements. As soon as cold 
and brittle, the bars are rocked back to the cutting 
position, and the clinker cut into the ash pit. The 
fire is then pushed back upon the cleaned half of 
the grate, a little fresh fuel being added, if desirable, 
to furnish gas for the excess of air admitted through 
the bare grates, and the front half is similarly cut 
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clean, and re-covered with fuel. A more special 
American grate is the down draught variety, fuel 
being fired upon an upper grate of water tubes, and 
all gases escaping only downwards through the fire. 
A secondary grate below catches the fuel, which falls 
freely through the somewhat wide upper spaces. 
With a thick body of upper fire the gases will come 
through fairly hot, and prepared to unite with 
the secondary air admitted between the two grates. 
In all these various appliances, success will be more 
or less obtained as the mixture of gas and air is 
able to unite and continue its combustion at a 
sufficient temperature. The steam jet admitted 
above the fire door, and pointed towards the central 
part of the fire, is often employed to assist the 
inflow of air through the door grids, when the 
draught is otherwise insufficient. The steam jet 
appears sometimes to produce an effect out of pro- 
portion with its intensity, causing the flames to 
spring into great activity. Possibly this effect 
may be related to the supposed necessity for the 
presence of aqueous vapour when hydrocarbons are 
being burned, a point worth mention, if perhaps not 
fully established. Since the presence of aqueous 
vapour in the waste gases raises the specific heat 
considerably (see Appendix), it is more than doubtful, 
however, whether the increase of heat losses up the 
chimney, under such circumstances, does not more 
than balance the supposed gain. 
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DAMPERS AND DRAUGHT. 

A proper understanding of the action of a damper 
will do much to assist smoke prevention. Draught 
is regulated by means of dampers, which are simply 
sliding valves, or hinged doors, placed in the path 
of the gases. If a boiler is under-loaded, and has a 
large grate area, it is the common practice partially to 
close the dampers at the chimney base. This reduces 
the intensity of the draught, and diminishes the 
rate of combustion on the grate. Obviously the 
draught of air through the furnace door is also 
reduced, and sufficient air will not enter to burn the 
hydrocarbon gases above the fire. If this sluggish 
state is normal, the proper course to follow is to 
shorten the grate to such an extent, that the rate 
of coal combustion per square foot of grate surface 
per hour shaU be increased. With fair chimney 
draught, about 21 pounds may be secured, and 
the grate siu"face should be shortened until this 
rate is secured, more or less according to circum- 
stances, providing always that a surplus possible 
damper opening still remains for emergencies. 
The shorter fire may often be kept thicker and a 
more efficient use of air can be secured. Mr. Long- 
ridge has obtained such results, and cut down the 
air supply below 15 pounds per pound of fuel. 

If this draught question be considered in view 
of the necessity of admitting air through the doors, 
it will be perceived that much may depend upon 
the position of the dampers. If instead of dampers 
in the flue there is a damper placed to regulate the 
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W admission of air below the grate, there will be given 
the power of a double regulation. By adjusting 

the flue dampers the draught can be regulated to 

>suit the flow of air through the door grids to the 
gases produced, whilst the ashpit damper will 
regulate the combustion of the solid carbon on the 
grate. The whole regime of the furnace can be 
kept under control by these two dampers, and it is 
as well to state here, that where there are two or 
more boilers, the flue regulating dampers should be 
those of each boiler, the damper at the foot of the 
chimney being usually fully open. 

Many careful firemen will slightly close the ashpit 
dampers after firing, in order, if necessary, to add 
to the flow of air through the door grids. 

On the general question of draught and fire 
thickness, it may be laid down as a general law that 
large fuel, thick fires, and heavy draught, can be 
worked together. With too thin a fire, a heavy 
draught exerts a blow pipe effect in parts, and blows 
holes in the fire known as " volcanoes." It is not 
easy to force air through a thick fire of very small 
coal, as this lies too close to permit of free air passage. 
Hence the necessity in such cases of a thin fire 
and a gentle draught, and possibly a maximum 
combustion of as little as rz pounds per hour per 
square foot of grate (nearly 60 kilos per square 
metre). Obviously the gentle draught necessary 
to avoid blow holes through the fire, reduces the 
flow of air through the doors, unless regulation is 
by the ashpit damper. 
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Forced Draught. — In the event of insufficient 
draught, it becomes necessary to assist it. This 
may be accomplished in several ways. 

The ashpit may be closed, and air forced into it 
by a fan, or by a steam worked injector. By these 
methods the indraught of air at the doors is of 
course shut off, or much reduced, and it is necessary 
that a passage for air should be made to conduct 
air from the ashpit to the inside of the door, whence 
it can escape through the inner perforated plate 
to the fire. The passage for this air must be con- 
trolled by a valve — automatically if desired — to 
admit air above the fire after stoking. (Further 
remarks on this subject will be found in Chapter IV.) 

Closed Stokeholds. — At sea the stokehold is 
closed, and supplied by fans with air at a con- 
siderable pressure, which is therefore as free to 
pass through the door grids as by way of the grate. 

Induced Draught.- — Usually for stationary work, 
a fan is placed at the base of the chimney to draw 
the waste gases from the boilers. This induced 
draught in every sense is managed like the natural 
chimney draught, the speed of the fan being capable 
of regulation down to the minimum intensity 
which will draw sufficient air above the fires. Assisted 
draught should always be capable of being so 
managed as to produce better combustion, enabling 
fires to be carried of greater thickness, producing 
more intense combustion, and higher furnace tem- 
perature, and generally improving the boiler efficiency 
if the fires are attended with corresponding care. 
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The importance of a minimum air supply, and 
a minimum chinmey temperature, may be gauged 
from the facts that an ordinary furnace tempera- 
ture is 2,5oo°F. (=i,37iX.), and a chimney may 
have a temperature of 600 °F. (=3i5°C.), thus 
showing that nearly a fourth of the heat has gone 
up the chimney. If by reducing the excess of air 
the furnace temperature is raised, and the chimney 
temperature is possibly reduced, there is not merely 
a less ratio of wasted heat thermometrically, but 
there is also a less weight of wasted gas at that 
temperature. To drive an induced draught fan 
may require i per cent, of the power generated in 
an ordinary good plant, or say, 10 h.p. for a 1,000 h.p. 
plant. But the chimney waste represents heat, 
which if equally utilized would give 333 h.p. under 
the above ratio of waste. If only 10 per cent, of 
this could be utilized by more extended feed heater 
surfaces, and less excess of air, it would represent 
33*3 h.p. saved by the use of a 10 h.p. fan. 

A steam induced draught can perhaps be worked 
with about 5 per cent, of the steam produced, 

and is not so economical as a fan. 

The benefit of any forced draught comes in more 
especially where conditions are variable, as in an 
el^tric light station, where the worst draught is 
apt to accompany the maximum and most sudden 
demand for steam, as when a black fog descends 
suddenly on the district, and acts naturally as a 
damper on the chimney draught. 

The disadvantages of induced draught as com- 
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pared with forced draught axe — ^that air leakage 
may easily occur between the boiler doors and the 
fan, and the volume of waste gases passing up the 
chimney may thus be unnecessarily augmented. 
If all the brickwork and dampers are tight, one 
system of artificial draught is as good as the other. 
Some remarks on testing for draught, will be 
found in Chapter IV. 
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CHAPTER IV 

The Examination of the Waste Gases, 
and Control of the Combustion Process. 

IT has been pointed out in Chapter II that 
three conditions are essential for the attain- 
ment of perfect and smokeless combustion, without 
loss of economy. These conditions are — 

1 . A sufficiency of air in the combustion chamber, 
but not an excess of the same. 

2. A sufficiently high temperature in the com- 
bustion chamber. 

3. A perfect admixture of the air and volatile 
hydrocarbons in the combustion chamber. 

The absence of smoke is no absolute guarantee 
that perfect combustion and the highest economy 
are being obtained, for, as already observed, this 
absence of smoke may be the result of using a large 
excess of air in the combustion process. It is there- 
fore necessary to have the waste gases passing to 
the chimney regularly examined, in order that the 
engineer in charge may know exactly to what 
extent the conditions of perfect combustion are 
being maintained in the furnace or boiler plant. 
This examination must cover the following points — 

A. Colour and appearance. 
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B. Draught and temperature. 

C. Chemical composition. 
It is obvious that in carrying out this examination 

the methods and apparatus employed may vary 
from the most simple, to the most elaborate and 
expensive. In tlie following pages only the apparatus 
and methods adapted for works use will be described 
in detail. For the purpose of checking the com- 
bustion process as carried on upon a large scale, 
it is unnecessary that the methods of draught and 
temperature determination, or of gas_testing em- 
ployed, should be more than approximately correct, 
and if the margin of error is constant and is within 
5 per cent., the results are of undoubted value for 
practical purposes. For descriptions of methods 
and apparatus which yield more correct results, 
the reader is referred to the standard work on 
Technical Gas Analysis, by Winkler and Lunge 
(igo2 edition). 

A. Colour and Appearance of the 
Waste Gases. 

When perfect combustion takes place, the gi 
while still in a flaming state are transparent, 
the refractory combustion chamber of the boilei 
setting of Figs. 7, 12 or 14, be examined through 
sight hole, they may be observed after a charge of 
fuel to be fuU of opaque gas or smoke, should there 
be an insufficient air supply above the fire. By 
opening the air grids and admitting air, the space 
g2 
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will be observed quickly to clear, and soon the 
opposite brickwork will become clearly visible and of 
a bright red or white-red colour. It is not possible 
to inspect a furnace properly without a coloured 
glass. The best glass to use is a violet blue. Flames 
looked at through such a glass will, if in a state of 
imperfect combustion, be resolved into streams of 
dark coloured gas. But when combustion is perfect, 
the interior of the furnace and the fuel assume a 
lavender grey colour, all rays of lower intensity 
being cut off by the glass. Red and yellow flames 
are cut out, and the ordinary flame from a grate 
directly under a water-tube boiler, from which 
the gases rise vertically between the cold tubes, 
will quickly be shown to possess very httle radiant 
light capable of passing through blue gas. It 
appears probable that smokeless combustion cannot 
be secured unless the combustion is taking place 
at a temperature producing light rays, which pene- 
trate the blue glass. This penetrative power is an 
indication of the actinic power, and a proof of 
intense action. 

The process of combustion can very weU be 
watched in this way ; and the glass enables one to 
see the dun coloured unbumed gases as they travel 
in dark streaks towards the zone of perfect combus- 
tion, where they gradually disappear, becoming 
perfectly burned. 

THE ESTIMATION OF SMOKE. 

Engineers will often find it necessary to estimate 
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accurately the colour of smoke, so that its density 
may be stated. A standard chart ought to be 
decided on. There is nothing better than Ringel- 



1 

sity I 




No. o— AU White. No, 5— All Black. _ 



mann's smoke charts of six grades, viz. No.^o to 
No. 5, named respectively nil, light grey, dark 
grey, very dark grey, black and dense black. 
No. card is pure white, and No. 5 is all black. 
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The other numbers consist of ruled black lines at 
right angles as follows — 

No. I. Black lines i mm. thick, spaces 9 mm. wide. 

>> 3* >» »> 3 / if »> >> ^ 3 »» »> 

99 ^» *j »> 5 5 >> >> >» 4 5 >> >» 

or in the same proportions. 

The cards thus consist of a number of white 
squares divided by black lines. Placed 50 feet 
from the eye they take on the appearance of uniform 
colour, according to their naming. Such a card hung 
in the light in a line with the chimney top, enables 
the smoke density to be estimated very closely. 

The cards ought to be at least eight inches square. 

Fig. 30 shows four of these charts reduced in size. 

B. Draught and Temperature. 




nr^ 



jif: These measurements should be carried out at an 

Ltion-hole, placed in the top or side wall of 

ie branch-exit flue of each boiler or furnace, at 

yimaMt point where it joins the main-flue to the chimney. 

-^jrSrhere is usually a damper at this point, and the 

observation-hole should be about 24 inches, on the 

furnace or boiler side of it. 

. It saves much trouble if such holes are left in 
the brickwork when the flues are being constructed^ 
and a 30-inch length of if-inch wrought iron pipe 
with a flanged top should be set with fire-clay in 
the hole thus left, in order that a straight and clear 
passage into the flue may be kept constantly ready 
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for use. When not required for testing purposes, 
this pipe can be closed with a i^inch bolt. 

For comparative rough draught measurements, 
the apparatus shown in Fig. 31 is sufficiently exact. 
The U-tube is 6J inches in height, and of glass 
A inch inside diameter. It is half filled with water, 
or in special cases with some Ughter and more 
mobile fluid. The limb marked B is connected to 




Fig. 31. Draught Me.^s u re men t^ Gauge. 

a hard glass tube, passing at least two feet into the 
flue, and firmly fixed in the observation-hole by 
cotton waste. The scale C behind the U-tube sUdes 
in a groove, and this movement enables the water 
level to be easily adjusted to zero, before making 
the test, and thus saves trouble when filling the tube. 
Should the pull of the chimney be equal to less than 
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one inch of water, a greater range of reading can be 
obtained by connecting the limb A to the flue by a 
second hard glass tube, with its further end bent at 
right angles, and turned in the direction from which 
the gases are travelling. This tube must project 
well into the flue for accurate results. The readings 
of the apparatus can also be amplified by using 
ether or alcohol, in place of water, for filling the 
U-tube, but in this case a calculation will be requisite 
in order to obtain the draught measurement ex- 
pressed in inches of water, the factor depending 
upon the specific gravity of the Uquid used. 

This instnmient, in more elaborate form, can be 
employed for measuring the speed of the draught 
in boiler and furnace flues, and is then known as the 
" Anemometer y 

For a full description of its use for such purposes, 
and the methods of calculation, readers are referred 
to the larger books on this subject, by Lunge and 
Poole. 

As regards the draught which ought to be main- 
tained in each boiler-flue in order to obtain perfect 
combustion of the fuel, a puU equal to at least 
|-inch of water ought to be observed at the point 
named, when the furnace doors and air sUdes are 
closed and the dampers are drawn to their full 
extent. This would signify a i-inch pull at the 
base of the chimney. If this difference in water 
level is not found when making the test with the 
draught-gauge, a special examination should be 
made of the condition of aU the brickwork of the 
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flues and boiler casings, and where necessarv' point- 
ing should be undertaken. If no improvement 

results, steps must be taken to reduce the work 
placed on the one main flue or upon the one chimney 
— for perfect combustion is impossible in the absence 
of sufficient draught, and many failures to attain 
it are no doubt due to this simple cause.' The 
engineer in charge of the boiler or furnace plant 
ought therefore to make daily tests with the gauge 
just described on every furnace and boiler under 
his charge, and any deficiency in draught should 
at once be noted and remedied. Too low a tem- 
perature of the exit gases is in some cases the cause 
of defective draught. The draught above the boiler 
fires should be about f-inch, when working under 
normal conditions. 

The temperature measurements can be made with 
ordinary mercury thermometers up to 3oo°C. ; or 
with mercury thermometers of a special type up to 
530°C. For temperatures above 530°C., either a 
water pyrometer, or an electrical pyrometer of the 
Chatelier type, must be employed. 

A case and carrier suitable for a mercury ther- 
mometer, designed for taking the temperatures of 
furnace and boiler flues, is shown in Fig. 32. A is 
a "high temperature" mercury thermometer con- 
structed of special hard Jena glass, containing 
nitrogen under pressure in the upper portion of the 
stem, and graduated up to SSo^C. B is a strong 

' Defective baffle walls, at the base of the chimney, are. 
sometimes the cause of defective draught. 
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case of i-inch brass tubing into which this ther- 
mometer fits ; the lower portion C being filled with 
brass filings, which serve as a protection and heat 
carrier to the bulb of the thermometer. This 
lower portion of the case C screws into the main 
tube, and the thermometer is fixed into the casing 




\" Testing Fuel 

by aid of asbestos plugs and two brass washers. 
When required for use, the brass casing B is fixed 
in the iron carrier D, which is constructed of 
-^-inch wrought iron rod, and is flattened out at the 
lower end to permit of the brass thermometer being 
fixed firmly upon it. A hollow step holds the base 
of the brass case, and a sliding cover E is used to 
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hold the top of the case firmly against the iron rod. 
The carrier D can be made of any length, and is 
provided with a handle at its upper end, so that 
it may be hung in the observation holes in any of the 
flues for obtaining temperatures. Owing to the 
mass of fihngs which surround the bulb of the 
thermometer, and to the thickness of the brass casing, 
the thermometer must be left at least ten minutes in 
the flue before withdrawing for reading the tem- 
perature ; and some little practice will be requisite 
to obtain quick readings of the mercury level on 
withdrawal. It is necessary to have the light at 
a particular angle for this purpose ; and to have 
cotton waste handy, for removing soot from the 
glass. An oil lamp or candle will be found most 
convenient for obtaining the readings quickly. The 
mass of metal surrounding the thermometer is here 
of some advantage, since it causes the loss of heat 
to be slow. F is a stout wooden case for protection 
of the thermometer when not in use. 

The " high temperature " mercury thermometers 
are expensive and fragile, and for works use, the water 
pyrometer is a more practical and useful instru- 
ment. Fig. 33 is from a photograph of an inexpensive 
water pyrometer which can stand much rough usage, 
and yields results sufficiently accurate for ordinary 
works requirements. A is ^ small piece of wrought 
iron, i^ inches in length and |- inch in diameter; 
£ is a tin measuring vessel holding ii8 cc. of water 
when filled to the brim ; C is a cup of hard lead, 
about 2^ inches in diameter and 3 inches high. 
100 
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holding about 236 cc. ; and Z) is a carrier for the 
small iron block A . This carrier is similar in design 
to that shown in Fig. 32, and is provided with a 
sliding hood which holds the iron block in position, 
and also protects it from soot ; this last being a very 
important detail. 



Fig. ^2- Water Pyrometer 




The water pyrometer is used, by inserting the 
block of iron in the carrier D, and by placing the 
latter in the observation-hole of the flue, the tem- 
perature of which is required. The block and carrier 
must remain at least ten minutes in this position. 
While the carrier and block are attaining the temp- 
perature of the flue, 118 cc. of clean water are 
measured off into the lead cup C, and the tem- 
loi 
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perature of this water is carefully taken with a 
thermometer reading up to 50 °C. and graduated 
in fifths of a degree. The cup C and its contents 
jnust be placed on a support which is at the tempera- 
ttire of the air, as it would obviously lead to error 
if the cup were placed on warm brick work, or upon 
a hot boiler-plate, during the observation. This 
warning may seem superfluous, but users of this 
instrument in some cases, wiU no doubt require to 
be told to take this obvious precaution. 

After the water in the cup C has arrived at a per- 
manent temperature, and the necessary ten minutes 
have elapsed, the holder D is withdrawn from the 
flue, and the portion containing the iron block is 
held horizontally just above the cup, from which 
the thermometer has been removed. A short piece 
of stout iron wire is used to push back the cover 
along the carrier, and the block of heated iron is 
allowed to fall into the water. The cup is then 
gently rocked to agitate the water and the block, 
and also to prevent softening or fusion of that part 
of the lead bottom upon which the iron block rests. 
After the lapse of one minute, the thermometer is 
again inserted and the readings taken. The rocking 
motion is again employed for another half minute, 
and a second thermometer reading is taken. If no 
rise of temperature be noted, the observation is 
complete ; if a slight rise of temperature occurs, 
the agitation of the block and water is renewed 
for another quarter minute. 

The calculation which is necessary to obtain the 
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flue temperature depends upon the relative weights 
of the block, of the lead cup, and of the water ; and 
for works use, it is advantageous to arrange that a 
simple factor, say, 25 or 50, shall yield the required 
result. 

The formula for calculating the temperature is 
as follows — ^ 

pc 

where T = the temperature of the flue or block. 

r = temperature of the water in the lead cup before 
the observation. 

t^ = temperature of the water in the lead cup after the 
observation. 

p = the weight of the iron block. 

c = specific heat of the iron. 

p^ = the weight of the water within the lead cup, plus 
the water equivalent of the cup. The last is 
obtained by multiplying J^the weight of the 
cup, by the specific heat^of the hard lead, 

namely —'035. 

The portion of the above expression j- may, as 

already stated, be converted into a constant factor (a;), 
and the formula then becomes — 

— ^that is, the temperature of the flue is equal to (x) 
times the gain in temperature of the water in the cup, 
added on to the final temperature of the water. 
For determining high temperatures, the factor 
should not be less than 50, otherwise the water in 
the cup will be raised beyond the reading limit of 
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the thermometer ; for low temperatures a factor of 25 
will j-ield satisfactory results. 

In the ^\'ate^ pyrometer shown in Fig. 33, the 
iron block weighs 461 grms., and the water equivalent 
of the cup is 1800 grms. When using 118 cc. of 
water in the cup, the factor (x) is 259, and when 
employing 200 cc, of water, the factor is increased 
to 41-5. 

The errors of this instrument are due to radiation 
losses, which are partly guarded against in the more 
elaborate forms of it devised by Fischer and by 
Siemens and Halske, and to changes in the specific 
heats of iron and of lead, as the temperature in- 
creases. Corrections can be made for this latter 
error, when greater accuracy is desirable, but for 
merely comparative works tests, these corrections 
are unnecessary. 

Pyrometers of the electrical type are based, either 
upon the changes in electrical conductivity due to 
the rise in temperature, when the active portion of 
these instruments is inserted in the hot flue, or upon 
the current set up in thermo-couples, imder similar 
conditions. The more expensive forms of these 
instruments yield accurate results, and when pro- 
vided with recording cylinders, they form the most 
convenient means for checking flue temperatures. 
They require calibrating at stated intervals, however, 
as they alter during use. For descriptions of these 
instruments and of their apphcations, readers may 
consult the larger works on this subject by Lunge 
and Poole. A recording pyrometer based on the 
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pneumatic principle is also largely used in America, 
and is known as Uehling's pneumatic pyrometer. 
A brief description of it is given in Poole's book on 
Fuely 1901 edition, p. 153. This instrument is 
stated to yield reliable results for aU temperatures. 
As regards the temperature which ought to be 
maintained in boiler furnaces in order to obtain 
perfect combustion, the following figures are given 
for a Lancashire boiler by Hiller ^ — 

Temperature in boiler furnace . i,535°C. 2,8oo°F. 

Temperature six-feet behind bridge gSo^C. i,8oo°F. 
Temperature in drop flue at end of 

fire-tube ... . 535°C. i,ooo°F. 

Temperatiu-e at exit into main flue 340°C. 650°F. 
Temperatiu-e at base of chimney 

(minimmn) .... i50°C. 300°F. 

When economizers are used for heating the feed- 
water of the boiler, the temperature is usually 
reduced by about 25o°F., and the waste gases pass 
to the chimney at a temperature of 400 "" to 45o''F. 
An exit temperature from the boiler flue, before 
entering the economizer, above 34o''C. or 65o°F., 
is indicative of bad work, and is a sign of dirty 
flues, or of scale-covered boiler plates. When such 
a temperature is recorded for any boiler, its cause 
should be at once discovered, and, if possible, there 
should be no delay in remedying it. 

An economizer minimizes, but does not obviate, 
the losses resulting from too high a temperature of 
the exit gases ; and the boiler is the appliance in 

^ The Working of Steam Boilers, by E. G. Hiller, 1902. 
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which all the heat possible should be abstracted 
from the hot gases. To allow unnecessary heat 

units to escape into the flues, with the idea that they 
will be caught and retained by the water passing 
through the economizer, is not conducive to true 
economy . 

C. Chemical Composition of the Waste Gases. 

a. SAMPLING THE GASES. 

The composition of the waste gases passing 
from each boiler may be ascertained by ex- 
amining a sample taken from the observation- 
holes situated just inside the damper of each branch 
exit flue, and already described under draught and 
temperature. If an average sample of the waste 
gases passing from a group of boilers is required, 
this must of course be taken at a point in the main 
flue, where the gases passing from the individual 
boilers have travelled some distance together, and 
have become well mixed. If the sample of exit 
gases be drawn from the chimney stack, the sampling 
hole must be placed at least fifteen feet from the 
ground, since the baffle walls built at the base of 
the chimney hinder admixture of the gases passing 
up it, until they have travelled some distance from 
their entrance point. The sampling holes for drawing 
samples of the waste gases should be constructed 
as already described, under Section B ; and as it is 
convenient to be able to make temperature observa- 
tions at aU these points, the wTought-iron pipe 
io6 
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used should be i| inches in diameter in all 
cases, in order to admit the thermometer carrier. 
Gas samples taken at man-hole covers are wholly 
untrustworthy, since air always leaks in when 
sampling is attempted at these places. 

For drawing the gases from the flues, three-feet 
lengths of the glass tubing, sold as '' hard glass," 
f-inch in external diameter, are the most convenient. 
A large bung if inches in diameter is fixed upon one 
of these tubes, and is inserted in the flanged end of 
the wrought-iron pipe. A second length of glass 
tube is then connected to the projecting end of the 
first, by a three-inch length of good red rubber 
tubing, as black rubber is not suited for use with hot 
gases. It is not advisable to use any apparatus for 
retaining the soot at this stage of the sampUng 
operation, since the volume of the gas drawn through 
the tubes may be very large, and asbestos or glass 
wool speedily become blocked with the soot which 
collects in it. 

The form of sampling apparatus employed 
depends upon the character of the test, and varies 
according as one desires a test representing the com- 
position of the gases at a given moment, or an 
average extending over one or twelve hours. Three 
forms of sampling apparatus, designed for fulfilling 
these different conditions, are described below. 

I. SNAP-SAMPLES 

Fig- 34 shows the most convenient form of 
apparatus for taking what are called " snap-samples," 
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flues and boiler casings, and where necessary point- 
ing should be undertaken. If no improvement 
results, steps must be taken to reduce the work 
placed on the one main flue or upon the one chimney 
- — for perfect combustion is impossible in the absence 
of sufiicient draught, and many failures to attain 
it are no doubt due to this simple cause.' The 
engineer in charge of the boiler or furnace plant 
ought therefore to make daily tests with the gauge 
just described on every furnace and boiler under 
his charge, and any deficiency in draught should 
at once be noted and remedied. Too low a tem- 
peratiu-e of the exit gases is in some cases the cause 
of defective draught. The draught above the boiler 
fires should be about ^-inch, when working under 
normal conditions. 

The temperature measurements can be made with 
ordinary mercury thermometers up to 300°C. ; or 
with mercury thermometers of a special type up to 
530°C. For temperatures above 53o°C., either a 
water pyrometer, or an electrical pyrometer of the 
ChateKer type, must be employed. 

A case and carrier suitable for a mercury ther- 
mometer, designed for taking the temperatures of 
furnace and boiler flues, is shown in Fig. 32. A is 
a " high temperature " mercury thermometer con- 
structed of special hard Jena glass, containing 
nitrogen under pressure in the upper portion of the 
stem, and graduated up to 55o°C. B is a strong 

^ Defective baffle walls, at the base oi the chimney, are 
sometimes the cause of defective draught. 



EXAMINATION OF THE WASTE GASES 



^Hkase of i-inch brass tubing into which this ther- 
mometer fits ; the lower portion C being filled with 
brass filings, which serve as a protection and heat 
carrier to the bulb of the thermometer. This 
k. lower portion of the case C screws into the main 
l.tube, and the thermometer is fixed into the casing 



I Fig. 32. Carrier 
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by aid of asbestos plugs and two brass washers. 
When required for use, the brass casing B is fixed 
in the iron carrier D, which is constructed of 
^-inch wrought iron rod, and is flattened out at the 
lower end to permit of the brass thermometer being 
fixed firmly upon it. A hollow step holds the base 
L of the brass case, and a sliding cover E is used to 
99 
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First. To see that the valve B is working 
properly, and that the two lips of the slit meet and 
close evenly, when the pump is being compressed in 
the hand. 

Second. To have the interior of A and D fairly 
dry before use ; and 

Third. To see that all- the' rubber connecting 
pieces are tight and free from kinks, when the 
sampling operation is in progress. 

This "dry" method of sampling is certainly the 
most convenient of those which can be applied to 
the sampling of flue gases ; and even in unskilful 
hands it yields accurate results. Unfortunately, it 
cannot be applied to the withdrawal of samples 
from the flues over any long period of time. 

2. AVERAGE SAMPLES EXTENDING OVER ONE 
HOUR. 

The apparatus shown in Fig. 35 is employed 
when a sample of the waste gases during a period 
not exceeding one hour is required. .^4 is an 
ordinary water-jet air pump, sold by chemical 
apparatus dealers to chemists, for laboratory pur- 
poses. .S is a 220 cc. glass sample tube provided 
with glass stop-cocks ; and C is the rubber connexion 
which serves to join the T-shaped connecting piece 
to the glass tube leading to the flue. D is a rubber 
connexion ending in a glass jet. The water-jet 
pump must be connected to a water supply. Should 
there be none convenient to the place where the 
110 
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holding about 236 cc. ; and D is a carrier for the 
small iron block A . This carrier is similar in design 
to that shown in Fig. 32, and is provided with a 
shding hood which holds the iron block in position, 
and also protects it from soot ; this last being a very 
important detail. 



I 



Fig. 33. Water P' 




Temperature o 



The water pyrometer is used, by inserting the 
block of iron in the carrier D, and by placing the 
latter in the observation-hole of the flue, the tem- 
perature of which is required. The block and carrier 
must remain at least ten minutes in this position. 
While the carrier and block are attaining the temp- 
perature of the flue, 118 cc. of clean water are 
measured off into the lead cup C, and the tem- 
loi 
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by starting the water-jet pump at such a rate oi 
flow, that a fairly rapid current of waste gas from 
the flue is carried through the tube C and through 
the T-piece connexion into the pump. The upper 
glass stop-cock on B is now opened to its full extent, 
and the lower one is opened sufficiently to allow a 
slow stream of mercury to pass out of B into the 
storage bottle. The jet on D enables the stream 
of mercury to be regulated with ease ; and the rate 
of flow is arranged so that the vessel B shall be 
empty in one hour, or in the time to be covered by 
the sampling operation. During the whole of this 
period a rapid flow of waste-gas is being drawn 
through the T-piece to the pump ; and the gas 
which enters B is therefore a fair average sample of 
the whole bulk. The precautions necessary in 
using this apparatus are — 

First. To see that the water-pump A is working 
properly, and that there is no danger of back suction 
of water into B, and into the tubes leading into the 
flue, ^^^len the pressure or head of water is too 
small, this is a possible cause of danger to the 
sampling operation. 

A dirty water supply may also cause trouble, for 
it will probably lead to stoppage of the pump, owing 
to lodgment of particles of solid matter in the jet. 
A small plug of glass wool placed in the suction end of 
the sjTihon tube, will ob\aate this danger. 

Second. To see that the mercury bottle is so 
arranged under B that when this tube is filled with 
gas, the point of the jet shall be dipping in the 
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flue temperature depends upon the relative weights 
of the block, of the lead cup, and of the water ; and 
for works use, it is advantageous to arrange that a 
simple factor, say, 25 or 50, shall yield the required 
result. 

The formula for calculating the temperature is 
as follows — ^ 

pc 

where T = the temperature of the flue or block. 

r = temperature of the water in the lead cup before 
the observation. 

t^ = temperature of the water in the lead cup after the 
observation. 

p = the weight of the iron block. 

c = specific heat of the iron. 

p^ = the weight of the water within the lead cup, plus 
the water equivalent of the cup. The last is 
obtained by multiplying J,the weight of the 
cup, by the specific heat^of the hard lead, 

namely —'035. 

The portion of the above expression ~- may, as 

already stated, be converted into a constant factor (x)y 
and the formula then becomes — 

T = t^ + X (^i-r) 

— ^that is, the temperature of the flue is equal to (x) 
times the gain in temperature of the water in the cup, 
added on to the final temperature of the water. 
For determining high temperatures, the factor 
should not be less than 50, otherwise the water in 
the cup will be raised beyond the reading limit of 
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sampling ; but when once obtained these jets can 
be marked with the numbers 2 to 10, and all further 
trouble in this respect can be avoided. The rubber 
stopper used for holding the jet in the lower (narrow) 
neck of the aspiratorj must be firmly tied in with 
string or wire, as the pressure upon this stopper 
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when the aspirator is full of water is very great. 
The top of the aspirator is connected by a rubber 
stopper and bent tube, to the T-piece shown in the 
apparatus of the last figure, and the method of 
obtaining the sample is similar to that described 
under the previous heading, the large aspirator being 
simply substituted for the small gas-sampling tube. 
11^ 
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It is of course impossible to use mercury in such 
large amounts, and water must be employed for 
filling the aspirator. A layer of oil can be employed 
to reduce the CO2 absorption. This, however, is 
boimd to occur, and therefore it is not advisable to 
make the period of sampUng too long, or to delay 
testing the sample when once taken. The precau- 
tions necessary in using this apparatus are — 

First. To see that the water pump is working 
properly during the whole period, and that no ob- 
structions have lodged in its jet. A constant supply 
is of course necessary for this use of the water air- 
pump. 

Second. To see that the various rubber connex- 
ions are all tight and that none of them are kinked. 
Third. To see that the run-off j et of the aspirator 
is dipping into water, before the whole of the con- 
tents have run out. 

Owing to the variation in level and pressure within 
the aspirator, the gas is drawn in more quickly 
during the first half of the sampling period than 
during the second, and the sample finally obtained 
is not, therefore, a true average for the whole period. 
This effect can be counteracted by connecting a 
three feet length of ^'' glass tubing to the run-off j et, 
and by slinging this length of tube with its free end 
raised in the air, round the upper neck of the aspi- 
rator. The flow of Uquid then occurs from the upper 
end of this tube, and by lowering this end three or 
more inches each hour, the flow of water can be 
regulated, so that it may be equal for each hour of 
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the sampling period. It is doubtful, however, 
whether, even under these conditions, a really 
reliable average sample of gases over twelve hours 
can be obtained ; and the average of a number of 
tests of snap-samples, or of a number of tests of 
hourly samples taken with the mercury sampUng- 
tube, is to be preferred. In some cases, however, 
the large aspirator may prove useful and of decided 
practical value. 

h. TESTING THE GASES. 

For practical purposes, it is usually sufficient to 
ascertain the percentage of CO2 (carbon dioxide) in 
the waste gases ; and only at exceptional times is 
it necessary in addition to test these gases for 
oxygen and carbon monoxide. 

Three forms of apparatus will be described for 
attaining these results : — 

I. TESTS FOR CARBON DIOXIDE ALONE. 

The simplest apparatus which can be employed 
for making rapid tests of CO2 in flue gases is the 
Honigman gas burette, in the modification devised 
by one of the authors of this book. 

The apparatus and method of use is illustrated in 
Fig. 37. i4 is a Honigman gas burette holding 100 cc; 
jB is a glass cylinder jar, 8''' x 2^' in diameter ; C is 
a zinc trough for holding water ; £ is a spring clamp ; 
and D is the box, which serves to contain the whole 
apparatus, and also acts as burette stand. The 
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sample is collected in the Honigman burette, by the 
dry method described on p. log ; but if it is desired 
to test the sample contained in one of the larger 
sample tubes, or in the large aspirator, by this 
apparatus, the Honigman burette must be filled with 
mercury, and then connected to the vessel from 
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B-- 37- 
t is desired to draw the gas sample. As the 
y runs out, the sample of flue gases will be 
drawn in. Brine, or a 20 per cent, solution of common 
salt, may be used to displace the gas in the original 
collecting vessel. The Honigman burette must be 
I quite filled with the gas, before disconnecting. 
t The burette is now immersed for two minutes in the 
[ trough C, which is four-fifths filled with water, in 
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order to bring the contents of the burette to a 
standard temperature. The spring clip on the 
zero end of the burette is then removed, and the 
burette is clamped in the position shown in Fig. 37, 
with its lower end immersed in the water contained 
in the glass jar B. The zero mark of the burette is 
placed level with the brim of B, and the upper clip 
is opened to allow the excess of gas to escape into 
the air, water being poured into B from the trough 
until the contents of .4 measure exactly 100 cc. 

The burette is then removed from the clamp E, 
and is placed in a slanting position in the trough, 
with its upper end resting on one of the ends of the 
same. A small i-gram. piece of sohd caustic potash 
is taken in the forceps pro\'ided for the purpose, 
and is inserted in the rubber tube at the lower end 
of the burette. It is then pushed up into the same 
by a short length of glass rod, this being left in the 
rubber as stopper. 

The burette is now remo\'ed from the trough and 
is gently shaken, the purpose being to dissolve the 
small lump of caustic potash in the water contained 
in the burette, and to bring the resultant solution 
into use as an absorbing Uquid. 

Two minutes' agitation is usually sufficient for 
this purpose, and the burette is then again immersed 
in the water contained in the zinc trough, in order to 
bring back the contents to the original temperature. 
The final operation is to withdraw the glass rod from 
the lower end of the burette, to fix the latter in the 
vertical position in the clamp, and to read off the 
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volume after levelling the liquid, in and outside, 
the burette. The loss in volume equals the per- 
centage by volume of CO 2 contained in the sample. 
This apparatus yields accurate results, and tests with 
it can be completed within five minutes ; but some 
little practice is necessary to obtain this accuracy 
and speed. The precautions necessary in its use are 
as foUows : — 

1. The rubber tubing at the upper end of the bur- 
ette must not be immersed in the water, since if any 
Uquid collects inside it, the expulsion of the excess 
gas above 100 cc. is rendered exceedingly difficult. 

2. No air must be allowed to enter the burette at 
the lower end, when removing the clip. For guarding 
against this, it is advisable to squeeze the fingers 
along the rubber towards the open end, before the 
clip is opened, keeping the rubber meanwhile imder 
water. 

3. Both before and after the absorption of CO 2, 
the gases must be reduced to the standard tempera- 
ture — ^that of the water in the trough. 

4. No air must be allowed to enter the tube and 
burette, when inserting the caustic potash in the 
solid form. This operation must be carried out 
under water ; and speed is necessary, as this chemical 
dissolves most rapidly in water. 

5. After each test, the burette, glass jar, and 
zinc trough must be washed out with clean water, 
the burette being filled and emptied three times, in 
order to remove all KOH solution. It must then 
be well drained, before use for the next test. 
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I 2. TESTS FOR CARBON DIOXIDE AND OXYGEN. 

The Fischer gas-testing apparatus is the most 
convenient form for use where only two components 
of the waste gases are to be estimated, and Fig. 38 
shows the simplest form 
of the Fischer appar- 
atus. 

The essential parts 
consist of a water- 
jacketed gas burette, 
holding 100 cc, and 
graduated in fifths on 
the narrow part of the 
tube ; and two absorp- 
tion pipettes filled with 
narrow glass tubes, con- 
nected to the measuring 
burette by an overhead 
T-piece provided with 
cocks. The absorption 
pipettes are kept filled 
with the necessary ab- 
sorbing reagents. A 
solution of caustic potash 
is used for absorbing 
the carbon dioxide, and 
one of pyrogallic acid in 
caustic potash, is employed for absorbing the oxygen. 
The details of the manipulation of this apparatus 
are exactly similar to those governing the use of the 
Orsat-Lunge gas-testing apparatus, and readers are 
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referred to the next section for instruction in its use. 
The Fischer apparatus is small and compact, and 
is contained in a case which has a sliding front and 
back, and measures only iS'' x 9'' x $". The necessity 
ior cleaning out the absorption pipettes at intervals, 
and the presence of liquids, does not render the 
apparatus so convenient for transport, or so suitable 
for rough works use, as the Honigman gas burette, 
in the modified form described in the last section. 

3. TESTS FOR CARBON DIOXIDE, OXYGEN, AND 

CARBON MONOXIDE. 

The best form of apparatus for use, when these 
three constituents of the waste gases are to be 
estimated, is the well-known Orsat-Lunge gas-test- 
ing apparatus. Fig. 39 shows this in its simplest 
form. Its essential parts are a water-j acketed gas 
burette M holding 100 cc; and graduated for the first 
30 cc. of its volume ; three absorption pipettes, 
Ey F and G, connected to the measuring burette by 
a horizontal T-piece i, i, and glass stop-cocks, e,fyg ; 
and a rubber finger-pump K and water-bottle /, for 
bringing about the transfer of the gas sample from 
one vessel to another. 

The absorbing solutions used are caustic potash, 
pyrogallic acid in caustic potash, and ammoniacal 
cuprous chloride, in the order named, for the CO2, 
O, and CO respectively. 

The solutions should be of the following strengths — 

Caustic Potash.— A solution of Sp. Gr. 1-20. 
The absorption pipette requires about 150 cc. to 
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solving 23 grams of caustic potash in 140 cc. water. 
One stick of caustic potash of the usual thickness 
weighs about 14 grams ; and it is most convenient 
to determine the weight of one stick, and then to 
obtain the required weight in future by dissolving 
ij or if sticks in 140 cc. water. It is not advisable 
to make a large quantity of the solution and to 
store it, since a solution of this strength is apt to 
cause glass stoppers to stick fast in the necks of 
bottles ; and if kept in a corked bottle CO2 ab- 
sorption occurs. 

Pyrogallic Acid. — A solution of 20 grams of pyro- 
gallic acid, in caustic potash solution of i-20 Sp. Gr. 
The caustic potash solution (150 cc.) is first prepared 
SIS above, and after cooling, it is poured on to the 
Aveighed amount of pyrogallic acid, contained in a 
small flask. This must be kept corked while solu- 
lion occurs, and the whole must then be trans- 
ferred without any unnecessary exposure to the air, 
to the second absorption pipette. The solution of 
pyrogallic acid in caustic potash is of a dark brown 
colour, and it deepens rapidly in tint, owing to 
oxygen absorption and to the formation of coloured 
organic products. 

Ammoniacal Cuprous Chloride. — 250 grams of 
ammonium chloride are dissolved in 750 cc. of water^ 
and 200 grams of cuprous chloride (Cug CI2) are 
added. - The whole is agitated in a closed flask or 
bottle, until only a slight amount of insoluble 
oxychloride remains. The solution is a brown 
liquid, which does not change much if kept out of 
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contact with the air. When required for use, 35 cc. 
of ammonium hydrate (Sp. Gr. -gi) are mixed with 
105 cc. of this solution, and the whole is transferred at 
once to the absorption burette. As this solution 
absorbs carbon dioxide and oxygen, as well as carbon 
monoxide, it loses strength rapidly on exposure to 
air ; and even when confined in the absorption 
burette, it changes much too quickly in composition. 
If the gas-testing apparatus is only in occasional use, 
it is therefore wise to empty the third absorption 
pipette after each test. 

Filling the Pipettes. —The pipettes after thoroughly 
washing and filhng with the glass tubes, are fixed 
in position on the stand, and a funnel is attached 
by a rubber tube, to the top opening of the back limb. 
The requisite volume (150 cc.) of solution is now 
poured quickly into the pipette through the funnel, 
and the opening at the upper end of the back limb 
is closed, either with a small rubber stopper, or with 
one of the caoutchouc balloons sold specially for 
this purpose. 

The front end of the pipette is now connected to 
the T-tube by a short length of rubber tubing. 
These joints are apt to prove troublesome, and the 
writer has found the following the best method of 
making them. Red rubber tube of special qualityj 
with walls ^" thick is employed. A piece i|- inches 
long is wet internally, and is slipped entirely over 
the upper end of the absorption pipette. When 
the latter is placed in position in the stand, the short 
length of rubber tube is now gently worked up again 
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by twisting, until it is half on the glass tube from the 
stop-cock, and half on the absorption pipette. The 
wetting of the internal walls f aciUtates this slipping 
motion. The ends of the two glass tubes should 
almost touch when the pipette is in position, in 
order to lessen the risk of loss of gas by permeation 
through the walls of the rubber tube. The rubber is 
then firmly bound in position by thin copper wire. 
When these joints have to be broken, it is most 
simple to cut through the rubber with a sharp, thin- 
bladed knife ; since with the lapse of time the rubber 
sticks to the glass, and the pipette may be broken 
in trying to remove it while the pipette is in the 
stand. 

Making the Test. — After filling and connecting 
each of the absorption pipettes in the manner 
described, the water-bottle / is filled with a 20 per 
cent, solution of common salt, slightly acidified with 
HCl, and coloured pink with methyl orange, and is 
connected to the measuring burette by the rubber 
tubing p. By raising the bottle /, and opening the 
cock S, the air is expelled from the burette, and it is 
filled to the 100 cc. mark with brine. The cUp P is 
then closed, the bottle is lowered, and the cock g 
is carefully opened, in order to draw the KOH so- 
lution in the pipette G up to the containing mark n . 
The stopper g, is of course removed during this 
operation. If by any mischance KOH solution 
gets into the tube above the mark n, or into the T- 
tube, it must be washed back ^into G by some of the 
brine from M. In the latter case, it will be advisable 
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to remove the cock G, and wash it well with water ; 
since otherwise it may stick fast and render a new 
T-piece necessary. After filling the absorption 
pipette G to the mark n with KOH solution, the 
stopper g, is replaced ; and the process is repeated 
\vith F and E respectively. In operations of this 
kind, it will be found most convenient to open the 
cock to the full extent, and to regulate the suction 
by pinching the rubber tube p between the finger 
and thumb ; since by this means a more regular and 
slow approach of the hquids in theabsorption pipettes, 
to the n mark on the capillary tube can be main- 
tained. The absorption pipettes, when filled to this 
mark, should have about one inch of liquid in the 
back limb, and if caoutchouc balloons are employed 
for closing the openings E„ F^, G^, these should be 
removed and made quite empty. These balloons 
will then simply fill and empty, as the liquid in the 
pipettes rises and falls in the hinder limb, and all 
contact of the absorption hquid with the air will be 
avoided. The apparatus is now ready for use. 

The sample of gas to be examined is drawn into 
the apparatus through the tube a and the U-tube b. 
The latter is filled with glass wool, and contains a 
little water in the bend, its purpose being to retain 
any particles of soot that may be present in the gas 
sample. The finger-pump K is provided in order 
that by aid of this and the three-way cock at S, the 
air in the U-tube b and connecting tube a may be 
displaced by the gases to be examined, before ad- ' 
mitting the sample into the measuring burette. 
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When the sample has been collected in a sample tube 
"by the dry method (see p. 109), a 20 per cent, solution 
of conunon salt must be employed, to take the place 
of the 100 cc. of gas transferred to the Orsat appa- 
ratus. The simplest plan in effecting this transfer 
is to immerse the tube in a large beaker containing 
the brine, and after connecting the upper end to a 
to open the lower stop-cock, which must of course 
be kept under the surface of the Uquid while the 
100 cc. is drawn into M. This is effected by opening 
the stop^cock 5, so that the gas has access into i, and 
by lowering the bottle /, and opening the cUp p^. 
Rather more than 100 cc. of gas is drawn into M, 
the tube p is then pinched between the finger and 
thumb, and the cock at S is turned so that the 

connexion between i and the other outlets is closed. 

* 

The bottle / is now raised, the pressure on p with 
the finger and thumb is released, and the imprisoned 
gas is reduced to 100 cc. by water pressure alone. 
The tube p is again pinched tight, close to the bottom 
of the measuring burette, and the cock 5 is turned so 
that the capillary tube i and measuring burette M 
are connected with the air for five seconds, the tube 
k and finger-pump K being removed for this purpose. 
The 100 cc. of gas contained in M are now at 
atmospheric pressure, and the absorption can com- 
mence. S is closed as before, the bottle / is raised, 
and the cock G is opened, so that the sample passes 
into the first absorption pipette containing KOH. 
If stoppers are used to close E^^ F^, and G^, these must 
be removed as each pipette is brought into use ; 
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with caoutchouc balloons this is unnecessary. Whea 
the whole of the loo cc. has passed into G it is allowed 
to remain ten seconds, and is then drawn back into 
M by lowering the bottle I. This transfer of the 
gas to G is repeated three times, and the absorbing 
liquid in G is then drawn up to n, the cock g is closed, 
and after levelling the brine in / and M, the volume 
of gas in the latter is read off. The diminution 
represents the percentage of CO2 in the sample. 

This process of transfer and absorption is now 
repeated in the pipettes F and E ; and in a similar 
manner, by measuring the diminution in volume, 
the percentages of oxygen and carbon monoxide are 
obtained. After the last absorption the cock ,S is 
turned, so that the capillary tube t is in connexion 
with the air, and the residual gas, which is pure 
nitrogen, is expelled from the apparatus ; this is 
then ready for a fresh test. 

The Orsat-Lunge apparatus, when once in good 
working order, is fairly easy to manipulate, and 
jdelds accurate results ; but the absorption pipettes 
are somewhat troublesome to clean and fill, and 
should the stop-cocks on the capillary tube stick 
tight, much time and energy may be fruitlessly lost 
in trying to loosen them. 

The precautions necessary in using this apparatus 
are — 

I. Leakage. A measured volume of inert gas 
should be left for ten minutes, under pressure in the 
measuring burette and pipettes, at weekly intervals ; 
any diminution in volume will, of course, indicate 
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leakage. The residual gas from a previous test 
(which as pointed out above is almost pure nitrogen) 

is the best inert gas to employ for this test. 

2. The glass stop-cocks should be removed at 
intervals, the cocks and sockets thoroughly cleaned 
with soft paper, and after coating with a thin film 
of washed lard, or other suitable lubricant, they 
should be replaced. This treatment must also 
follow any mishap with the absorbing liquid in G, 
since KOH solution of i-20 Sp. Gr. is noted for its 
power of causing two glass surfaces to bind fast. 

3. Volume Measurements. — All measurements of 
volume in the burette M must be made with the 
brine at the same level within and without the 
burette, and the tube p at such times must be free 
from kinks. The water in the jacket tube around M 
must cover the whole of the burette, and must be 
changed occasionally. 

4. The Absorption Pipettes. — Thesemust be emptied, 
cleaned, and refilled with fresh absorbing solutions 
at regular intervals ; the cuprous chloride solution 
being that which requires most frequent renewal. 
For the accurate determination of carbon monoxide 
in reasonable time, it is in fact necessary to have two 
cuprous chloride pipettes in use, and to employ the 
fresher solution for absorbing the last traces of the 
gas. Owing to the evolution of CO3 from this solu- 
tion, after it has been used for some time in the 
Orsat apparatus, the CO tests are always somewhat 
untrustworthy, unless made with freshly prepared 
cuprous chloride ; and for works use it is not 
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advisable to carry out this determination. The 
percentage of carbon monxide in the waste gases 
can in such cases be fairly accurately estimated by 
use of the following formula— 

*: = 100 - (N + C + 0), 

where N equals the percentage of nitrogen, O equals 
the percentage of oxygen, and C equals the percent- 
age of carbon dioxide by volume in the waste gases. 
For waste gases from fuels containing much hydro- 
gen this formula yields incorrect results, however, 
since portion of the 20-8 per cent, of oxygen is used 
up in burning the hydrogen, and thus disappears 
from the volume of resultant gases owing to its 
condensation as water. This causes a variation of 
2 per cent, or more in the volume of nitrogen, which 
in the above equation would then be 8i-2 in place 
of 79'2. For a coal containing 4-80 per cent. H, 
7-30 per cent. O, and 5 per cent, moisture, the calcu- 
lated figures show that 81-5 per cent. N would be 
present in the flue gas. 

4. Automatic COa Recording Instruments. 

Three forms of automatic apparatus for deter- 
mining and recording the percentage of carbon 
dioxide in waste gases are now being manufactured 
and sold. These are known as the " Ados Recorder," 
the " Arndi Econometer " and the " Compostmeter " 
respectively. Only brief descriptions of these will 
be given here, since they are patented instruments, 
and their construction and method of use are very 
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fully explained in the pamphlets published by their 
manufacturers and selling agents. 

The Ados Recorder. — This apparatus, which is 
illustrated in Fig. 40, depends upon the absorption 
of COa by a solution of potassium hydrate, an auto- 
matic arrangement being utilized for forcing a 
measured volume of the flue gases, at stated inter- 
vals of time, into the absorbing vessel. The volume 
measurements of the gas, remaining after the CO2 
is absorbed are then transferred by a lever and arm 
attachment to a pen, which marks the result upon 
the recording paper carried on a revolving drum. 
Fig. 41 shows the diagram bbtained over twelve hours 
with this apparatus, the vertical lines representing the 
volumes of unabsorbed gas ; and the test being made 
ten timesjin the hour, or every six minutes. The 
gases are drawn from the flues by independently- 
worked suction pumps, so that a large sample is 
available for each test. 

The " Ados " apparatus is now in use in a very 
large number of works in this country and on the 
Continent. If carefully used, and kept in good 
order, it yields a very valuable check upon the firing 
of the boiler plant ; and by its aid, considerable 
economies in fuel can be effected. The results 
obtained, however, with the " Ados " apparatus, 
should be checked by independent CO2 tests at 
stated intervals ; since an error in the percentage 
of CO2 may otherwise be perpetuated through a 
whole series of the automatic records. The caustic 
potash solution also requires frequent change for 
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the maintenance of accuracy ; and the apparatus 

could hardly be left to the charge of an ordinary 
boiler engineer. 

Arndt's Econometer. ^-This automatic apparatus 
differs from the Ados Recorder, in that the principle 
is gravimetric, not volumetric. The percentage of 
COj in the flue gases, is deduced from the variations 
in weight of a fixed volume ; this weight, of course, 
increasing with increased percentage of COi. The 
apparatus, without any recording attachment, is 
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shown ^inJFig. 42. A small steam-jet aspirator is 
utilized in order to draw the flue gases through the 
glass globe hung on one arm of the balance, enclosed 
in the glass case ; and the weights are so adjusted 
on the pan attached to the other arm of the balance, 
that the percentage of COa can at once be read off 
on the scale over which the pointer moves. 

The reading on this scale, therefore, always indi- 
cates the percentage of Cd in the flue gases at the 
noment of observation ; and this is of course a 
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most useful result. If desired, an automatic record- 
ing attachment can be connected to the pointer, and 
the result can be rendered available for future 
reference in the form of a continuous curve. The 
Econometer is in use in a certain number of works 
on the Continent, but it has not been so much em- 
ployed in this country. It is less troublesome to 
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Fig. 43. The Ahjjdt Econometer. 

keep in order than the "Ados" apparatus; but as in 
the case of that instrument, the results obtained 
required to be checked at stated intervals, by tests 
made independently with other apparatus. 

The Gas Composimeter. — This automatic COj 
apparatus is little known in the United Kingdom, 
but is in use in America. Its principle differs from 
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that of the Ados and Amdt instruments ; the 
variations in pressure due to absorption of the CO2, 
and consequent reduction in volume of the flue gases, 
being the basis of this method of determining the 
percentage of CO a in the flue gases. The Authors 
unfortunately are not able to give an illustration of 
the apparatus, which has recently undergone modifi- 
cation, but it is similar in principle and in some 
details of its construction to the '' Pneumatic Pyro- 
meter " invented by UehUng and Steinbart, and now 
used in many American blast-furnace plants for 
temperature determinations. The first cost of the 
Gas Composimeter is higher than that of the other 
instruments ; but it is beheved by the writers to be 
accurate in its records, and to require Uttle attention 
when once fixed in position. 

It must be remarked here, however, that instru- 
xnents depending upon the variations in the specific 
gravity of the gases will be Uable to yield incorrect 
xresults when much carbonic oxide (CO) is present in 
"the flue-gases; and for this reason the Ados Recorder 
s,nd the Gas Composimeter y which are not Uable to 
^rror from this cause (since the CO 2 is directly 
sibsorbed, and the remaining gases are measured in 
"volume), are to be preferred for works use. 

5. The Significance of the Gas Test Results. 

All heat passing away with the waste-gases to the 
chimney is lost from the fuel-user's point of view, 
and therefore the highest efficiency can only be 
obtained by reducing the volume and the temperature 
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of these gases, to the lowest limit consistent with 
proper combustion of the fuel in the furnace. The 
temperature observations are made as already 
described in section B of this Chapter ; the requisite 
check upon the volume of the waste-gases is furnished 
by the COj tests, carried out as described in Sec- 
tion C. 1-4. 

Air is composed, in round numbers, of 21 per cent, 
oxygen and 79 per cent, nitrogen by volume, or 
23 per cent. O and 77 per cent. N by weight. When 
coke is burnt in the exact volume of air requisite to 
produce carbon dioxide gas, the latter will occupy 
the same volume as the oxygen from which it has 
been formed ; and perfect combustion under such 
conditions yields a gas containing 21 per cent. COj 
and 79 per cent, nitrogen. Under proper conditions 
this percentage can be approached in actual practice, 
with coke or anthracite combustion furnaces. When 
bituminous coal is burned, the hydrogen of the hydro- 
carbons carries off some of the oxygen to form 
water, and the maximum CO2 percentage that can 
be obtained with such fuel is about 19 per cent. ; 
while 16 per cent, represents the highest obtainable 
in actual practice. 

Percentages of CO2 below this maximum indicate 
that more air is being passed through the furnaces 
than is required for the combustion process ; and 
the diminished COa percentage is the measure of 
this excess air. Thus 15 per cent. CO2 with bitu- 
minous fuel represents ff — 1-27 times the requisite 
volume of air, or a 27 per cent, excess ; while 8 per 
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I cent. COa represents ^=2-37 times the requisite 
volume, or 137 per cent, excess. 
The temperature at which the exit gases pass into 
the chimney next requires consideration. Since the 
draught of the chimney depends upon the specific 
gravity of the waste gases in relation to that of the 
surrounding atmosphere, and this, again, depends 
Upon their temperature, it is obvious that there is a 
point below which heat cannot be abstracted from the 
flue gases without endangering the draught, and there- 

Ifore the efficiency, of the whole boiler installation. 
Thispointjfor chimneysof normal height and capacity, 
is about 4oo''F. (205X.), and it is therefore unwise 
to cool the exit gases below this temperature . Where 
iartificial draft is employed (either forced or induced) 
this difficulty has not to be faced ; and in such cases 
there is no objection to abstracting all the heat possible 
from the flue gases, before they pass into the atmos- 

Iphere. 
The Authors believe that in time artificial draught 
will be much more widely used than at present, for 
boiler and furnace work. The difference in cost 
between natural and artificial draught (if the interest 
;on capital outlay and loss of heat, necessitated by 
a tail brick chimney, be properly debited to the 
natural draught account) is much less than is gener- 
ally recognized by boiler engineers. Moreover, the 
draught obtained from chimneys, however tall and 
large, is excessively variable, and is too dependent 

upon the wind and state of the atmosphere, to be well 

L adapted for the scientifit working of large boiler 
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plants. The change from natural to artificial draught 
which is now occurring in the control of the lead 
chamber process, for manufacture of sulphuric acid, 
is indicative of what may occur at a later date, in the 
more scientifically managed steam generating plants 
of this country. 

However, at present, natural draught is usually 
employed, and a certain loss of heat in the exit 
gases is absolutely necessary. This necessary loss 
can be ascertained by the following calculations. 

One pound in weight of average fuel requires 
theoretically about 12 pounds of air for its complete 
combustion, and jaelds about 13 pounds of waste 
gases. The specific heat of these waste gases varies 
according to the percentage of COj and HaO they 
contain, and for a gas containing 15 per cent. COj 
Poole gives the specific heat as -323. But, as already 
pointed out, 15 per cent. CO^ represents a 27 per cent. 
excess of air by volume in the waste gases, and the 
total weight in this case will therefore be increased 
by 12 X -27—3*2 pounds, or from 13 to 16-2 pounds. 
Assuming that these i6-2 pounds of waste gases 
pass to the chimney with a final temperature of 
35o°F. (or [i76°C.), the heat loss will amount to 
16-2 X -323 X 160=837 centigrade imits ; or to liT 
per cent, of the total beat value of the coal, when this 
is equivalent to 7,500 centigrade units. This then 
represents the heat necessary for creation of the 
chimney draught. Its loss can never be avoided, 
and converted into £ s. d.\ it must be regarded as 
the price paid for so-called " natural draught." 
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Supposing, now, that in place of a temperature of 

:350°F., the waste gases pass to the chimney at 

^56°F. (346X.), the usual temperature when econo- 

xnizers are not installed. The loss then becomes 

a:6'2 X -323 X 330=1,726 centigrade units, equal to 

23 per cent, of the total heating value of the fuel. 

The loss grows still larger when, in place of 15 per cent. 

CO2 being found in the exit gases, only 8 per cent. 

CO2 are present. The excess of air is now equal to 

137 per cent., and the weight of waste gases becomes 

29-4 pounds per pound of fuel burnt. The specific 

heat of exit gases containing only 8 per cent. CO2, 

according to Poole, is "316, and the loss therefore 

rises to 29-4 X •316x330=3,066 centigrade units. 

This is equal to 40 per cent, of the heat value of the 

original fuel. 

These figures and calculations show the great 
importance of the heat losses in the waste gases, and 
the necessity for gas analysis as a check, upon the 
volume of air passing through the boiler furnaces. 
In Table III of the Appendix, the percentage of 
fuel loss arising from the heat losses in the waste 
gases has been presented in tabular form, for various 
temperatures and percentages of CO2 . 

The specific heats used in these calculations have 
been calculated on the assumption that a bituminous 
fuel containing 57 per cent, fixed carbon, 30 per cent, 
volatile matter, and 13 pei cent, ash, has been 
utilized in the boiler furnace, and that the calorime- 
tric value of this fuel is 7,500 centigrade units (equal 
to 13,500 B.Th.U.). The Sp. Heats obtained are 

139 



SMOKE PRE\-EN*TION' AND FUEL ECONOMY 

much lower than those given by Poole, and it is 
evident that further experimental work is required 
on this subject. 

It has also been assumed that this fuel when fired 
contained 5 per cent, moisture. Since the latent 
heat of steam is equal to 536 calories, a further loss 
of heat is due to the evaporation and specific heat of 
the aqueous vapour, produced from the burning fuel. 
In the case under consideration, this will amount to 
(636 X '05)+ ('479 X 65 X330)— 39'7 centigrade units, 
•479 being taken as the specific heat of aqueous 
vapour under constant pressm^e. 

The analysis of the waste gases may also indicate 
a further source of loss. When boilers are heavily 
worked, and draught is deficient, carbon monoxide 
may be found in the waste gases. This is especially 
the case when smoke is being produced — that is, 
when fresh coal is being thrown on the fires. Under 
such conditions, the carbon and hydro-carbons do not 
meet at once with sufficient oxygen to convert the 
carbon into carbon dioxide, and unless a secondary 
air supply be provided, the monoxide is produced. 
Reference was made in Chapter I (see p. 27) to the 
great difference in heat values of carbon burnt to CO, 
and burnt to COs. The difference in centigrade units 
is 5,684, and when i pound of ordinary fuel con- 
taining 726 per cent, carbon is burnt with deficient 
air supply, the loss of heat from this cause amounts 
to 5,684 X -726—4,126 centigrade units, or to 55 per 
cent, of the total heat value of the fuel. Even under 
normal working conditions, a small percentage of 
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carbon monoxide will often be present in the gases 
just above the fires ; but if the secondary air supply, 
which ought to come in at the bridge, is properly 
regulated, the oxygen necessary to convert this 
monoxide into dioxide will be provided at this point, 
and the final stage of the combustion of the carbon 
will be completed without loss of heat. 

The tendency in practice is, however, to work 
with a large excess of air, and the heat losses in actual 
practice are much more largely due to the heat 
mechanically carried away by waste gases, than to 
imperfect combustion and formation of carbon 
monoxide. 

The heat losses due to these causes in boiler instal- 
lations, as usually worked, are much greater than is 
generally recognized by boiler engineers ; and there 
is no doubt that in many cases these losses rise to over 
30 per cent, of the total heating value of the fuel. 
Even when economizers have been installed there 
is still need for a careful check upon the composition 
of the waste gases ; for although the temperature 
cannot be reduced below 35o°F. (175 X.) the volume 
of the gases by careful work may be reduced to the 
limit represented by 15 per cent. CO2, which it has 
been shown, represents the minimum loss, and is 
equal to ii*i per cent, of the total heat value of 
the fuel. 

Supposing, now, that in place of 15 per cent. CO2, 
only 8 per cent, are present in the waste gases. The 
heat wasted tmder these ^conditions rises to 
29*4 X •316x160=1-496 units, or to 20 per cent, of 
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the fuel value, and the loss is practically doubled.' 
Boiler engineers must not therefore assume that the 
possession of an economizer plant, relieves them from 
the necessity of keeping a careful eye to the com- 
position of the exit gases. 

In order to ascertain the best working conditions 
for each boiler, tests should be made at 15-minute 
intervals with the Honigman apparatus, over a 
period of two or three hours under normal working 
conditions ; and the best position of the dampers 
and other air regulating devices should be definitely 
settled for each stage of the firing process. Permanent 
marks should then be placed on the dampers and 
air shdeSj to render it easy for the fireman to renew 
these positions as required during his work. The 
results can then be checked, by connecting one of the 
recording instruments to the flues of this boiler, and 
by noting the CO2 percentages over a 24-hours' nm, 
or a week's work. As already stated, perfect 
combustion and maximum efficiency can only be 
attained when sufficient draught is provided ; and 
this must be the first matter to receive attention if 
the original test results are below the maximum 
desired. Given adequate draught, it is simply a 
matter of careful testing and damper regulation to 
obtain from each boiler the maximum efficiency. If 
the interest of the stokers be aroused in the subject, 
by paying them a weekly premium, based on the 
COj test results, the improved "experimental" 
results win be rendered permanent and will soon 
» See p. 140 for explanation of these factors. 
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be made manifest in a reduced consumption of fuel 
for the maintenance of steam. In the absence of 
such inducement to better work, it is to be feared 
that the results obtained will remain "experimental." 
The highest efficiency is, however, unattainable 
if the boilers are being over- worked ; and one of the 
first steps towards improvement in many steam- 
raising plants in this country, is that an addition 
of between 20 per cent, and 30 per cent, should be 
made to the number of boilers installed, or that a 
system of forced draught should be adopted for 
raising the evaporative capacity of the existing 
installation. 
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I. PATENT ABSTRACTS. 

INTRODUCTORY NOTE. 

The Authors have not attempted in this section to 
deal with all the Patent literature of Smoke Preven- 
tion. A selection has simply been made of the 
Patents granted in recent years in England, Germany 
and America, for fuel-consuming appUances designed 
to promote more perfect combustion. 

The English Patents chosen deal chiefly with devices 
for supplying secondary air ; the German, with im- 
proved methods of grate or furnace construction ; 
and the American, with improved forms of mechanical 
or automatic stoking appUances. The numerous 
English mechanical stoking appliances have not been 
specially described in this section, because the 
general principles underlying their construction 
have been dealt with in Chapter II; and these mechan- 
ical stokers are now in such general use, and so 
widely known, that their special description at this 
date, in a book intended for practical engineers, is 
somewhat superfluous. 

The Authors make no comment upon the value 
or validity of the various Patents described in this 
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section of their work, but the information as to the 
correct conditions for perfect fuel combustion, given 
in Chapters I, II and III of this book, will enable 
readers themselves to judge of the value, or other- 
wise, of these inventions. 

A. ENGLISH PATENTS. 

No. 2,478 OF 1899 

This Patent is in the name of John McNaull 
Wilson, and its essential feature is the use of a spray 
of saltpetre solution, above the burning fuel, at the 




Fig. 43. The Wilson Spray Apparatus. 



times when smoke emission from the chimney is to 
be expected — ^that is, after firing. Figs. 43 and 
44 are diagrams of a boiler furnace provided with 
the Wilson apparatus, the first in sectional elevation, 
and the second in sectional plan. 

These diagrams are self-explanatory. Air under 
pressure, or steam, may be used for producing the 
spray, and any other chemical compound that 
contains oxygen may be substituted for saltpetre. 
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The Patent-claims of the Wilson Patent are as 
follows — 

1, The method of preventing smoke from furnaces, which con- 
sists in introducing into the fire box above the fire and so to 
combine with the unconsumed products of combustion therein, 
a chemical reagent which yields gases which are supporters of 
-combustion, and aJr, as set forth. 

2. The method of preventing smoke from furnaces, which con- 
sists in introducing into the fire box above the fire and so s 
combine with the unconsumed products of combustion therein, 
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Fig, 44. The Wilson Sphay Apparatus. 



a chemical reagent in a finely divided condition, which yields 
gases which are supporters of combustion, and air. as set forth. 

3. The method of preventing smoke from furnaces, which con- 
sists in introducing into the fire box above the fire and so as 
to combine with the unconsumed products of combustion therein, 
a chemical reagent in the form of spray, which yields gases 
which are supporters of combustion, and air, as set forth. 

4. The method of preventing smoke from furnaces, which con- 
sists in introducing into the fire box above the fire and so as 
■combine with the unconsumed products of combustion therein, a 
solution of a chemical reagent which yields gases which are sup- 
porters of combustion, and spraying said reagent by a jet or 
blast of air within the firebox, as set forth. 

5. The method of preventing smoke from furnaces, which con- 
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sists in distributing in the fire box above the fire and so as to 
combine with the unconsumed products of combustion therein, 
a finely divided chemical reagent which yields gases which '^are 
supporters of combustion, by a jet or blast of hot air, as set forth. 

6. The method of preventing smoke from furnaces, which con- 
sists in introducing together into the fire box above the fire and 
so as to combine with the unconsumed products of combustion 
therein, a chemical reagent which yields gases which are sup- 
porters of combustion, and hot air, as set forth. 

7. The spraying nozzle herein described having the two com- 
partments, the upper compartment opening into the furnace 
through a series of orifices in which the solution pipes terminate 
as set forth. 

8. The spraying nozzle herein described having a wide orifice 
for the passage of air into the furnace and a series of orifices 
above the same in which terminate pipes conveying a solution 
from a suitable reservoir. 

The Wilson Patent is being exploited by the Wilson 
Smokeless Process Ltd., and this company in No- 
vember, 1903, stated that about fifty boilers in the 
United Kingdom had been provided with the appar- 
atus. A considerable number of boilers in Belgium, 
France, Sweden and India have ako been fitted with 
the Wilson spray. 

No. 19,631 OF 1900 

A Patent granted to Green & Howe for '* Im- 
provements CONNECTED WITH THE COMBUSTION 

OF Fuel in Furnaces." The essential feature of 
the Green apparatus is that of a bridge supply of 
hot air. The supply of air is under control, and 
can be regulated by the fireman according to the 
body of flame and smoke passing from the furnace 
grate- Fig. 45 shows a longitudinal section ot t(\e 
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grate of a Lancashire boiler provided with the Green 
apparatus. The lower part of the bridge chamber, 
c, c, c, is simply a heating chamber for the air which 
passes through it ; the upper part, d, d, is a mixing 
chamber, in which the hot air and smoke-laden gases 




Fig. 45. The Green and Howe Bridge Constructioh. 



from the fire-grate mingle, and produce perfect con- 
bustion ; e' is a movable door to the air-heating 
chamber c, and is operated by the lever and handle /. 
The claims of Patent 19,631 are as follows — 

1. The herein described improvement connected with the 
combustion of fuel in furnaces, namely, supplying heated air 
and gases of combustion from the fire, into a chamber at the 
bridge, in which the air and gases mix, and then passing such 
gaseous mixture through perforations in the roof of the bridge,- 
over which the main body of the gases of combustion pass ; for' 
the purposes set forth. 

2. The herein described improvement connected with the com 

bustion of fuel in furnaces, namely, supplying heated air, gase^s 
of combustion from the fire, and cold air in regulated quantitie^= 
into a chamber at the bridge ; wherein said airs and gases mi x— ^ 
and the mixed fluid issues m stieams, upwards into the gasc= 
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of combustion passing longitudinally from the bridge ; for the 
purposes set forth. 

3. In a furnace, the combination of a chamber c with a per- 
forated bridge roof, and hollow fire bars, h, conununicating 
between said chamber and the ashpit for supplying hot air to 
said chamber ; substantially as set forth. 

4. In a furnace, a hollow chamber c formed as the bridge, as 
described, the upper portion of which is in the form of a hollow 
bridge dy having a perforated roof d^ ; as herein set forth. 

5. In a furnace adapted for promoting complete combustion 
and preventing the formation of smoke, a hollow bridge d, having 
a perforated roof d^, and a perforated or open front end or wall 
next the grate ; as set forth. 

6. In a furnace, the chamber c, the hollow bridge d with open- 
ings d^ in its roof, and openings d^ in its front wall or end, hollow 
or air heating fire bars h conmiunicating between the ashpit and 
said chamber, and an opening e and regulatior e^y communicating 
between the ashpit and said chamber ; as set forth. 

The Green Patent is being exploited by the British 
Smoke Consumer Co., and a large number of firms 
have adopted the apparatus. 

No. 535 OF 1901 

This Patent is granted to J . C. Parker for *' Im- 
provements IN Steam Generators." The greater 
part of the Patent Specification relates to improve- 
ments and modifications of the tube design and 
setting, in ordinary water-tube boilers, but its essen- 
tial feature from the smoke-consuming standpoint 
is the provision of a secondary combustion chamber 
behind the grate, with a special supply of heated 
air. Fig. 46 is a sectional elevation of the Parker 
improved boiler setting ; and in this A and A represent 
the secondary combustion chambers, in which the 
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combustion of the furnace gases is completed before 
they come into contact with the first rows of tubes. 
The three baffle plates B, B and B, cause the gases to 
take a zig-zag course in ascending through the tubes 





Fig, 46. The Parker Watee-Tobe Boiler Sbttiwo, 

of the boiler. The secondary air supply comes in at 
C and D. 

Claim 13 of the Parker Patent relates to this 
feature of the boiler setting, and is worded as follows- 

13, In a water tube generator, a furnace, with grate bars, a 

bridge wall at the rear of said grate bars, a chamber at the rear 
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of said bridge-wall, vertical air ducts 44, of refractory material, 
perforated in the walls thereof, in said chamber, having vertical 
slots 88 between said ducts for the passage of flame and air 
therethrough, air passage a, and air door 45, substantially as 



No. 3,050 OF 1901 

A Patent in the name of John Alves and The 

British Fuel Economizer and Smoke Preventer, 




Fig. 47. The Alvbs Bridge Air Supply Apparatus, 



Ltd., for Improvements in Smoke Consuming Appar- 
atus. 

Tlie essential feature of this apparatus is a bridge 
supply of air and steam, imder the control of jthe 
fireman. The steam can be super-heated if desired, 
and the air supply can also be heated by passing^ 
through channels in the bridge-wall. Fig. 47 
shows a front elevation of a boiler furnace provided 
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with this apparatus, and Fig. 48 is a longitudinal 
sectional elevation of the bridge-end of the same. 
E e is the air supply channel, which can be closed by 
the lever F ; a, a, are the air admission slots in the 
bridge-wall ; D is the steam pipe which supplies the 
injectors, and E^ is the chamber in which the air 




Fig. 4B. The Alves Bridge Aib Supply Appai 

supply is heated before injection into the furnace 
gases. 

The claims of this Patent are as followi 

I. In' smoke -consuming apparatus for steam-boiler and other 
lumaces wherein heated-air, under the influence of steam-jets, is 
supplied to the furnace, a bridge formed with alternate sets of 
passages, one set serving for the conduct and heating of the air 
prior to its meeting the steam-jets, and the other set serving 
for the conveyance of the heated-air to the furnace after the 
same has come under the direct influence of the said steam-jets, 
substantially as herein described. 
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2. In smoke-consumii^ apparatus for steam-boiler and other 
furnaces wherein heated-air, under the influence of steam-jets, is 
suppUed to the furnace, a bridge provided with conduits or pas- 
sages a open at each end to a chamber E^ and serving to conduct 
and heat the air passing therethrough alternating with slots or 
passages a' for the conveyance of heated-air to the fumace under 
the influence of steam-jets, substantially as set forth, 

3. In smoke-consuming apparatus for steam-boiler and other 
furnaces wherein steam-jets are employed to inject streams of 
air through slots or perforations formed in the bridge, simul- 
taneously regulating the supply of steam, and air to the bridge, 
substantially as herein described. 

4. In smoke -consuming apparatus for steam-boiler and other 
furnaces wherein, under the influence of steam-jets, heated-air is 
suppHed to the fumace through a slotted or perforated fire- 
bridge, a steam superheater constructed and arranged sub- 
stantially as herein described and whereby its removal for repair 
or renewal without disturbing the bridge is facilitated. 

No. 2,893 OF igoi 
This Patent is granted to H. W. Miller for " Im- 
provements IN Furnaces of Steam Boilers " ; 
especially of Water-tube Boilers. The essential 




Fig. 49. The Miller Watbr-Tube Boiler Setting. 
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feature of the Patent is the plan for forming a large 

combustion chamber or chambers Uned mth some 

non-conducting and refractory material, above the 

furnace grate, in which the hot gases and air can 

■ mix and produce complete combustion, before 

H contact with the colder water-tubes of the boiler. 

H Figs. 49 and 50 show the Miller improved set- 

f ting, 




Fig. 50, The Miller Water-Tube Boiler Setting. 



ting, as applied to an ordinary water-tube boiler, 
in longitudinal and cross-sectional elevation. The 
two fire-brick arches, D and E, form the lower and 
upper walls of this combustion chamber, and the 
tubes of the boiler are raised about two feet higher 
than in the usual method of setting, to allow for its 
construction. There is only one claim in the MiUer 
Patent, and it is worded as follows — 

^n water-tube boilers the provision of a firebrick lined com- 
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bastion chamber between the fire and the tubes, formed of two 
arches at different levels, and the provision of a second chamber 
in which the temperature of the gases is high enough for com- 
bustion to be completed, substantially as and for the purpose 
herein described. 

The Miller Patent Water-tube boiler setting is in 
use at the Kensington and Notting Hill Electricity 
Supply Works, at Glasgow Electricity Works, and 




Fig. si. Thb Clark Automatic Air Ekgulation Mechanism. 

also at Messrs. Crompton's works at Chelmsford, 
with satisfactory results. 



No. 12,938 OF 1901 
A Patent granted to A. M. Claek (for C. H. Gould, 
of Melbourne) for an Improved Smoke Preventer 
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AND Fuel Economizer. The essential feature of 
this patent is the provision of Automatic Apparatus 
for controlling the air supply to the furnace. Clock- 
work mechanism is used for opening and closing the 
slides or valves which regulate the air supply ; this 
being delivered through the dead-plate of the furnace 




Fig. 52. The Clakk Automatic Air Regulation Mecbanisu, 

grates, just inside the furnace doors. The mechan- 
ism is so adjusted that the slides are fully open directly 
after charging fresh fuel, and they gradually close 
as the volatile gases in this fuel are distilled off and 
burnt. Figs. 51 and 52 show a plane elevation 
of a boiler front, and a sectional side view of the 
grate, fitted with the Clark Automatic Air-supply 
mechanism. 
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The following are the claims of this Patent — 

1. An improved smoke preventer and fuel economizer for 
furnaces consisting of a hinged or pivoted door or valve as B 
:fitting an opening as A in the dead plate, said door or valve 
being controlled by dock mechanism or a clock train in order 
to dose the door or valve in a predetermined time sabstantially 
as described and shown. 

2. An improved smoke preventer and fuel economizer for 
furnaces consisting of a dead plate as A^ having an opening as 
A in it, a pivoted door or valve as B adapted to fit such opening, 
jointed levers C* and C^, rock shaft C lever E and jointed levers 
D D^ combined with a clock mechanism or clock train time 
regulating gear, substantially as described and shewn. 

3. In an improved apparatus of the tjrpe specified the com- 
bination of the dock mechanism with the regulating device or 
governor H h substantially as and for the purpose described. 

4. The improved smoke preventer and fuel economizer for 
furnaces constructed, arranged and operated substantially as 
herein described and as illustrated in the drawings. 



No. 14,597 OFligOI 

This Patent is granted to Hornsby, Roberts and 
James for " Improvements in Steam Generators." 
The essential feature of the Patent is the provision 
of a fire-clay backing to certain parts of the tube 
construction in water-tube boilers, in order to obtain 
a higher degree of temperature and better combus- 
tion of the volatile gases. Fig. 53 is a sectional 
elevation of a boiler provided with these additions, 
D being a fire clay-tile backing to the lowest row of 
tubes Cy and E being a hanging row of tiles or bricks 
on that portion of the lowest row of tubes, which is 
just above the bridge-wall of the furnace. The 
claims of this patent are worded as follows — 
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1. In asleam generator of the kind described the combination 
of tiles and hanging fire bricks on the top portion of the tubes 
immediately over the furnace and bridge wall, substantially as, 
and for the purpose, described. 

2. In a steam generator of the kind described making the front 
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header and the pocket which is riveted to the underside of the 
steam and water drum wide enough to take two or more rows 
of connecting nipples, substantially as described and' illustrated. 
3. The improved steam generator hereinbefore described and 
iSlustrafed in the accompanying drawing. 

No. 24,514 OF igoi 
A Patent in the name of R. Thomson, for " Im- 
provements IN AND RELATING TO THE COMBUSTION 

OF Fuel in Furnaces and Kilns." The object of 
15S 
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this invention is to obtain perfect combustion of the 
fuel and volatile gases, without the excess of air, 
that is usually employed, to attain this end. The 
essential feature of this Patent is the plan of feeding 
the fuel and the air for its combustion in a down- 
ward direction on to a hearth, or on to a bed of 
heated fuel ; the products of combustion then escape 




Fig. 54. Thb Thomson Improved Furnace Constroction. 



in an upward direction. The change of direction of 
the heated air, which is suppUed under forced draught, 
and the method of feeding the fuel, is held to effect 
a much better mixing of the volatile gases and air, 
than is obtained by the usual system. 

The improved method can be applied with equal 
success to soUd and to liquid fuel, also to fuel in the 
powdered form. Figs. 54, 55 and 56, show the 
details of the furnace construction employed, for 
applying this method of firing to a Lancashire 
boiler. 

159 



APPENDIX 

external furnace on wheels extends across 

: front of the boiler, and projections from this fit 

|to the two boiler tubes. The openings g g, g into 

me furnace, are used for the supply of fuel and air 

fcjthe hearth of the combustion chamber, a, and the 
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Fic. 55, The Thomson Improved Furnace Construction. 



gases pass away from this by the openings / and k. 

The ashes and cUnker are removed by the end 
doors, e, e. 

The wording of the claims of the Thomson Patent 
is as follows — 

1. The method of effecting combustion of fuel, consisting in 
feeding the fuel in small regulated quantities into a furnace 
chamber, along with one or more downwardly directed streams 
of air on to a hearth of incandescent material, from which also 
all products of distillation and combustion are emitted upwardly 
whereby the fuel and all its combustible products are thoroughly 
commingled with sufficient air in a region of sufficiently high 
temperature to effect complete combustion. 

2. A furnace for the combustion of solid, Hquid or pulverized 
fuel, comprising a furnace chamber having a hearth carrying 
incandescent fuel or other material, one or more suitable air 
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inlets over the hearth through which fuel also is fed so that it is 
thoroughly brought into contact with the air supply during 
distillation or vaporization while surrounded by incandescent 
material, escape of waste gases taking place upwardly in a direc- 
tion opposite to that of the inflowing air. 

3. In a furnace as claimed in Claim 2, an air inlet orifice or 
tube, bell mouthed outwardly at its upper extremity, and of 




Fig- 56. The Thomson Improved Furnace Construction. 



such length as will give the requisite direction to the stream of 
air flowing through it. 

4. In a furnace as claimed in Claim 2, air inlets as claimed 
in Claim 3, together with outlets for the products of combustion 
so proportioned in relation to the air inlets as to produce the 
maximum induced draught, substantially as described. 

5. In^the process of combustion claimed in Claim i, deUvering 
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B. GERMAN PATENTS. 

No. 79,015 OF May, 1894 

This Patent is in the name of G. W. Kraft, of 

Dresden, and relates to an inclined grate method of 

tiring. Fig. 59 is a sectional elevation of the same. 

At the upper end of the inclined grate A, there is 




Fig, 59. Kraft's Inclinhd Gratb Fuknacb Consiruction. 



fixed the charging hopper B, which is movable and 
■slides vertically, so that a larger or smaller portion 
■of the grate may be covered by its lower end. The 
angle of the grate and hopper is selected so as to 
give a regular feed of the coal to the lower part of 
ihe grate ; and this feed of course increases as the 
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c2iarging hopper is withdrawn, and a larger por- 
tion of the grate surface is rendered available for 
thej^mbustion process. Any mechanical device 




Fig. 6o, Krippbl's Gbatb and Furnace Construction. 



may be utiUzed for moving the charging-hopper, and 
causing it to rise or descend in the grate. 
The Patent claim is as follows — 

A grate for burning poor fuel, distinguished by a movable 
charging hopper, that can be withdrawn from the furnace, and 
165 



Bock, of Hamburg, and the Patent relates to an 
automatic device for feeding the fuel slowly and 
regularly on to the fire. The apparatus is illustrated 
in Figs. 62 and 63, which represent a sectional 
elevation and sectional plan of the furnace re- 
spectively. A box (a) projecting from the front of 
the furnace has a hinged false bottom 6, which is 
kept in position by the weighted lever 6". The 
weight c keeps the bottom h from falUng downwards, 




Fig. 63. The Bock Grate anu Ft; 



and causes it, and the fuel upon it. to be slowly 
pressed upwards, round the curved outer wall of a, 
into the furnace. When charging the hopper with 
fuel, the action of this weighted lever is checked by 
a suitable mechanical device. 

The claim of this Patent covers — 



Grates for ftimac 




i of all kinds, provided with a projecting 
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fuel-box, characterized by a movable bottom, and a mechamcal 
device for carrying the fuel resting on this false bottom gradually 
into the zone of combustion. 

No. 112,156 OF 1899 

This Patent was granted to W. Durr, of Munich, 

and relates to improvements in the provision of a 

secondary air supply, for boiler furnaces with inclined 

grates. 




Fig. 64. Thb DOrr Furnace Constfuction. 



Fig. 64 is a sectional elevation of this improved 
furnace construction, and requires no detailed 
explanation. 

The Patent claim covers — 

The use of a hollow arch over the indined grate of the furnace, 
for heating the secondary air supply, the passage of the air 
through the channels in this hollow arch being in an opposite 
direction to that of the heated gases outside it. 

No. 114,909 OF 1899 
A Patent granted toA.PiONTEK.of Braunschweig, 
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Bock, of Hamburg, and the Patent relates to an 
automatic device for feeding the fuel slowly and 
regularly on to the fire. The apparatus is illustrated 
in Figs. 62 and 63, which represent a sectional 
elevation and sectional plan of the furnace re- 
spectively. A box (a) projecting from the front of 
the furnace has a hinged false bottom b, which is 
kept in position by the weighted lever if. The 
weight c keeps the bottom b from falling downwards, 




Fig. 63. The Bock Grate and Furnace. 

and causes it, and the fuel upon it, to be slowly 
pressed upwards, round the curved outer wall of a, 
into the furnace. When charging the hopper with 
fuel, the action of this weighted lever is checked by 
a suitable mechanical device. 

The claim of this Patent covers^ 



Grates for furnaces of aJJ kinds, provided with a projecting 
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fuel-box, characterized by a movable bottom, and a mechanical 
device for carrjdng the fuel resting on this false bottom gradually 
into the zone of combustion. 



No. 112,136 OF 1899 

This Patent was granted to W. Durr, of Munich, 

and relates to improvements in the provision of a 

secondary air supply, for boiler furnaces with inclined 

grates. 
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Fig. 64 is a sectional elevation of this improved 
furnace construction, and requires no detailed 
explanation. 

The Patent claim covers — 

The use of a hollow arch over the inclined grate of the furnace, 
for heating the secondary air supply, the passage of the air 
through the channels in this hollow arch being in an opposite 
direction to that of the heated gases outside it. 

No. 114,909 OF 1899 
A Patent granted to A. Piontek, of Braunschweig, 
169 
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fuel-box, characterized by a movable bottom, and a mechamcal 
device for carrying the fuel resting on this false bottom gradually 
into the zone of combustion. 

No. 112,156 OF 1899 

This Patent was granted to W. Dure, of Munich, 

and relates to improvements in the provision of a 

secondary air supply, for boiler furnaces with inclined 

grates. 




Fig. 64. The DUrr Furnace Construction. 



Fig. 64 is a sectional elevation of this improved 
furnace construction, and requires no detailed 
explanation. 

The Patent claim covers — 

The use of a hoUow arch over the inclined grate of the furnace, 
for heating the secondary air supply, the passage of the air 
through the channels in this hollow arch being in an opposite 
direction to that of the heated gases outside it. 

No. 114,909 OF 1899 
A Patent granted to A. Piontek, of Braunschweig, 
169 
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No. 116,063 OF 1900 
Fatoit iras granted to H-B6TiGER,of Dresden, 
to an improved method of feeding coal 
on to the grate of a boiler or other fur- 
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'nace, without admission of air. Figs. 66 and 67 
show the arrangements of parts for effecting this 
object. 

rf is a heavy hinged door which when closed, as 
in Fig. 66, acts as support for the hinged door b, 
supporting the charge of fuel in the hopper a. d can 
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f 

Neither be opened by hand or by automatic mechan- 
ism, and then takes the position shown in Fig. 67. 
The swing bottom b of the hopper a then falls back, 
and the charge of fuel falls on to the inclined step- 
grate. A balance weight c, attached to a lever 
acting on b, causes the two doors b and d to close, 
before all the fuel has dropped out of a on to the 
17 
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/* g^ . The charge of fuel in c then falls in front of 
d^ and on returning this to its original position, the 
fuel is brought on to the grate a, underneath and 
behind the hot mass of carbonized fuel and ash 
already there. 

The gases liberated from the fresh fuel are there- 
fore compelled to pass through the glowing body of 
fuel above them, in order to reach the cojmbustion 
chamber of the furnace, and a more perfect combus- 
tion is claimed for this method of combustion and 
charging. 

The Patent claim covers these details of construc- 
tion and the results obtained. 

C. AMERICAN PATENTS. 

The smoke devices of America differ somewhat 
from those of this country, owing to the difference of 
boiler practice and the difference of fuel. 

Those selected for description will include modifica- 
tions of the old Juckes chain grate, furnaces of the 
under-fired type, and the step grate. 

The Coxe Stoker (Fig. 69) for hard or Pennsyl- 
vania anthracite, is of the chain-grate variety. 

It consists of a chain, carrying a series of transverse 
flat-topped bars, on to which the fuel is fed from 
a hopper. The air supply is provided by a fan, which 
delivers air into a sheet-iron box, under the chain. 
This box is divided by partitions in such a way, that 
whereas the division B secures the full supply, there 
is a moderate pressure in A, and diminished pressures 
in C, D, etc., to the end of the grate, the air supply 
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B. GERMAN PATENTS. 

No. 79,015 OF May, 1894 

This Patent is in the name of G. W. Kraft, of 

Dresden, and relates to an inclined grate method of 

firing. Fig. 59 is a sectional elevation of the same, 

At the upper end of the incUned grate A, there is 




Gratb Fuenace CoNSTRtlCnON. 

-fixed the charging hopper B, which is movable and 
-slides vertically, so that a larger or smaller portion 
■of the grate may be covered by its lower end. The 
angle of the grate and hopper is selected so as to 
give a regular feed of the coal to the lower part of 
the grate ; and this feed of course increases as the 
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charging hopper is withdrawn, and a larger por- 
tion of the grate surface is rendered available for 
the?^combustion process. Any mechanical device 




Furnace Construction. 



may be utilized for moving the charging-hopper, and 
causing it to rise or descend in the grate. 
The Patent claim is as follows — 

A grate for burning poor fuel, distinguished by a movable 
charging hopper, that can be withdrawn from the furnace, and 
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Ko. 91,332 OF j8gt 
A patent granted to A. Krippel, of Vienna, anc 
IJustrated by Figs. 60 and 61. 

he claim of this Patent is as follows— 
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A furnace and smoke-consuming apparatus, distinguished by 
an automatic air supply device actuated by the furnace door. 
On opening the furnace door C, the sliding damper is raised, and 
air is admitted either to the bridge, or to the ash-pit of the fur- 
nace, by channels b b b, ia which it is heated by contact with 
iron walls. This heated air then passes through the fuel on the 
grate, or through the openings d d in the bridge, and promotes 
the combustion process. 

In the latter case, it passes as a current of heated air above the 
grate, in a contrary direction to that of the half-burnt gases, 
and the arched wall above the grate is built in step-fashion, to 
promote the better mixture and combustion of the mixed gases. 
Fig. 60 is a side, and Fig. 61 a front sectional elevation of this 
type of furnace construction, applied to a cylindrical boiler. 

No. 96,185 OF 1897 
The Patentee of this improved furnace is C. H. C. 




Fig, 6z. Thb Bock Grate t 
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which may be utilized to ii 
andjtherefore of the fire. 



or lessen the size of the grate. 




Fig. 6i. Krippel's Ghate and Furnace Cc 



No. 91,332 OF i8g6 
A patent granted to A. Krippel, of Vienna, and 
illustrated by Figs. 60 and 61. 

The claim of this Patent is as follows — 



fuel-box, characterized by a movable bottom, and a mechanical 
device for carrying the fuel restii^ on this false bottom gradually 
into the zone of combustion. 

No. 112,156 OF 1899 

This Patent was granted to W. Dorr, of Munich, 

and relates to improvements in the provision of a 

secondary air supply, for boiler furnaces with inclined 

grates. 




Fig. 64, Thb DOrr Furnace Comsthuctiok. 



Fig. 64 is a sectional elevation of this improved 
furnace construction, and requires no detailed 
explanation. 

The Patent claim covers — 

The use of a hollow arch over the inclined grate of the furnace, 
for heating the secondary air supply, the passage of the air 
through the channels in this hollow arch being in an opposite 
direction to that of the heated gases outside it. 

No. 114,909 OF 1899 
A Patent granted toA.PiONTEK.of Braunschweig, 
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for an improved form of external revolving hearth 
furnace for boiler firing. Fig. 65 is a sectional 
elevation of this furnace ; and in this F represents 
the fuel charging hopper, B an inclined grate, C the 
revolving hearth, A the combustion chamber, and 
D a space which becomes filled up with half-consumed 




Fig 65 PioNTEK s Revolving Hkahtm Gratb 

carbonized fuel and ashes. The movement of the 
revolving hearth C, of course carries the fuel from B 
towards D, and also assists in the movements of the 
carbonized fuel and ashes towards the bottom and 
front of the ash-hole ; and all these features of the 
design are covered by the wording of the Patent 
claim. 



No. 116,063 OF 1900 
This Patent was granted to H.B6TTGER,of Dresden, 
and relates to an improved method of feeding coal 
or slack on to the grate of a boiler or other fur- 
170 



"■nace, without admission of air. Figs. 66 and 67 
show the arrangements of parts for effecting this 
object. 

dis a. heavy hinged door which when closed, as 
in Fig. 66, acts as support for the hinged door b, 
supporting the charge of fuel in the hopper a. d can 




Fig. 67. 
BOiiGER Automatic Fbbd 



either be opened by hand or by automatic mechan- 
ism, and then takes the position shown in Fig. 67. 
The swing bottom h of the hopper a then falls back, 
and the charge of fuel falls on to the incHned step- 
grate. A balance weight c, attached to a lever 
acting on 6, causes the two doors b and d to close, 
before all the fuel has dropped out of a on to the 
171 




• 1 



APPENDIX I 

grate. The Patent claim covers all these details 
of constniction. 

No. 123,300 OF 1901 

This Patent relates to a system of under-feed 

firing ; and was granted to K. F. Schumann, of 

Hosterwitz- Fig. 68 is a sectional elevation of 




Ou» tj^K of hiniac^. The chaise of fresh fuel is 
plftiTtl i« tlw charing chamber c, where it is sub- 
jwtni Iv^ a i^Tfliminan.' heating. When a fresh 
ch«i>P^ *>t (xwl is r«j\upwi on the grate of the furnace, 
{\\« (uvllow jJidf bax rf is pushed back by means of 
h« WxTH', until it occ«i»es the position indicated by 
»7» 



APPENDIX I 

/^ g^ . The charge of fuel in c then falls in front of 
d, and on returning this to its original position, the 
fuel is brought on to the grate a, underneath and 
behind the hot mass of carbonized fuel and ash 
already there. 

The gases liberated from the fresh fuel are there- 
fore compelled to pass through the glowing body of 
fuel above them, in order to reach the cojmbustion 
chamber of the furnace, and a more perfect combus- 
tion is claimed for this method of combustion and 
charging. 

The Patent claim covers these details of construc- 
tion and the results obtained. 

C. AMERICAN PATENTS. 

The smoke devices of America differ somewhat 
from those of this country, owing to the difference of 
boiler practice and the difference of fuel. 

Those selected for description will include modifica- 
tions of the old Juckes chain grate, furnaces of the 
under-fired type, and the step grate. 

The Coxe Stoker (Fig. 69) for hard or Pennsyl- 
vania anthracite, is of the chain-grate variety. 

It consists of a chain, carrying a series of transverse 
flat-topped bars, on to which the fuel is fed from 
a hopper. The air supply is provided by a fan, which 
delivers air into a sheet-iron box, under the chain. 
This box is divided by partitions in such a way, that 
whereas the division B secures the full supply, there 
is a moderate pressure in A, and diminished pressures 
in C^ D, etc., to the end of the grate, the air supply 
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the coal upon the grate, which has an angle of 37° 
from the horizontal. The grate bars are of the flat 
step variety, and rock from a horizontal position, 
to one inclined downwards. The rocking of the bar 
causes the fuel to gravitate downwards, filling up 
weak places in the fire, and gradually transferring 
the ash to a dumping plate at the foot of the incUned 
grate. The bar movement also serves to keep an 
open fire. A brick coking arch covers the upper 




Fig. 70. The Ache Stoker. 

end. It is important to note that the gravitation 
effect is only possible with inclined grates, and this 
is one great advantage of extemally-fired boilers 
not possessed by any of the internally-fired variety. 
Where a iire can be caused to pack itself, and close 
up bare spots automatically, a better economy is 
possible than can easily be secured in any horizontal 
grate. 
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No. 91,332 OF 1896 
A Patent granted to A. Krippel, of 
illustrated by Figs. 60 and 61. 

The claim of this Patent is as follows- 
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A furnace and smoke'Consuming apparatus, distinguished by 
an automatic air supply device actuated by the furnace door. 
On opening the furnace door C, the sliding damper is raised, and 
air is admitted either to the bridge, or to the ash-pit of the fur- 
nace, by channels b b b, in whi<^ it is heated by contact with 
iron walls. This heated air then passes throi^h the fuel on the 
grate, or through the openings d d in tiie brieve, and promotes 
the combustion process. 

In the latter case, it passes as a current of heated air above the 
grate, in a contrary direction to that of the half-bomt gases, 
and the arched wall above the grate is built in step-fashion, to 
promote the better mixture and combustion of the mixed gases. 
Fig. 60 is a side, and Fig. 61 a front sectional elevation of this 
type of furnace construction, applied to a cylindrical boiler. 

No. 96,185 OF 1897 
The Patentee of this improved furnace is C. H. C. 




The Bocx Grate ji 
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Bock, of Hamburg, and the Patent relates to an 
automatic de\'ice for feeding the fuel slowly and 
regularly on to the fire. The apparatxis is illustrated 
in Figs. 62 and 63, which represent a sectional 
elevation and sectional plan of the furnace re- 
spectively. A box (a) projecting from the front of 
the furnace has a hinged false bottom h, which is 
kept in position by the weighted lever If. The 
weight c keeps the bottom b from falling downwards. 




Fig. 63. The Bock Grate 



and causes it, and the fuel upon it, to be slowly 
pressed upwards, round the curved outer wall of a, 
into the furnace. When charging the hopper with 
fuel, the action of this weighted lever is checked by 
a suitable mechanical device. 

The claim of this Patent covers — 



-'■ates for furnaces of all kinds, provided with a projecting 
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fuel-box, characterized by a movable bottom, and a mechanical 
device for carrying the fuel resting on this false bottom gradually 
into the zone of combustion. 

No. 112,156 OF 1899 

This Patent was granted to W. Dure, of Munich, 

and relates to improvements in the provision of a 

secondary air supply, for boiler furnaces with inclined 

grates. 




Fig. €4, Thb DOrr Furnace Construction. 



Fig. 64 is a sectional elevation of this improved 
furnace construction, and requires no detailed 
explanation. 

The Patent claim covers — 

The use of a hollow arch over the inclined grate of the furnace, 
for heating the secondary air supply, the passage of the air 
throi^h the channels in this hollow arch being in an opposite 
direction to that of the heated gases outside it. 

No. 114,909 OF 1899 
A Patent granted to A. Piontek, of Braunschweig, 
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which may be utilized to increase or lessen the size of the grate, 
ani^ therefore of the fire. 




T-^ 



Fig 6i Krippbl s Grate 



No. 91,332 OF 1896 
A Patent granted to A. Keippel, of Vienna, and 
illustrated by Figs. 60 and 61. 

The claim of this Patent is as follows — 
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nace, without admission of air. Figs. 66 and 67 
show the arrangements of parts for effecting this 
object. 

rf is a heavy hinged door which when closed, as 
in Fig. 66, acts as support for the hinged door b, 
supporting the charge of fuel in the hopper a. d can 




Fig. 66. 

The BOttger Automatic Feed 



Fig. 67. 
The BOttger Automatic Feed 



either be opened by hand or by automatic mechan- 
ism, and then takes the position shown in Fig. 67. 
The swing bottom b of the hopper a then falls back, 
and the charge of fuel falls on to the inchned step- 
grate. A balance weight c, attached to a lever 
acting on J, causes the two doors b and d to close, 
before all the fuel has dropped out of a on to the 
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The Acme Stoker, Fig. 70, is another of the 
inclined grate variety, with an angle of 32°. 
Coal is fed over the small upper coking grates, under 
a brick arch. The fire-bars of the inclined grate 
are arranged so that alternate bars rise above the 
general level, move downwards, and return below 
level, so helping the fire to travel gradually towards 
the dumping grate at the foot. The whole grate 




Fig. 71, The Wilkinson Stoker. 



can be lowered in front to a flatter position, so that 
hand firing can be carried on through the door, which 
is below the grate -when mechanical firing is in pro- 
gress. TheJ 'grate when fully charged and ignited, 
can then be raised to the full angle and mechanically 
operated as usual. 

The Wilkinson Stoker (Fig. 71) has a grate 
with a flat angle of 25°, and it consists of hollow 
bars through which air flows to the fuel. The air 
may be drawn in by a steam jet in each bar. Move- j 
176 " 



fuel-box, characterized by a movable bottom, and a mechanical 
device for carrying the fuel resting on this false bottom gradually 
into the zone of combustion. 

No. 112,156 OF 1899 

This Patent was granted to W. Dure, of Munich, 

and relates to improvements in the provision of a 

secondary air supply, for boiler furnaces with inclined 

grates. 




Fig. 64. The DOrr Fdrnace Construction. 



Fig. 64 is a sectional elevation of this improved 
furnace construction, and requires no detailed 
explanation. 

The Patent claim covers — 

The use of a hollow arch over the indined grate of the furnace, 
for heating the secondary air supply, the passage of the air 
through the channels in this hollow arch being in an opposite 
direction to that of the heated gases outside it. 

No. 114,909 OF 1899 
A Patent granted to A. PionteKj of Braunschweig, 
169 




ofthft 
inis the bottom and 
:;ie5e features of the 
rding of the Patent 



No. 116,063 OF 1900 
sFbtent was granted to H.BdTTGER,of Dresden, 
i to an improved method of feeding coal 
fc on to the grate of a boiler or other fur- 
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■ naccj without admission of air. Figs. 66 and 67 

show the arrangements of parts for effecting this 
object. 

dis a. heavy hinged door which when closed, as 
in Fig. 66, acts as support for the hinged door b, 
supporting the charge of fuel in the hopper a. d can 
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either be opened by hand or by automatic mechan- 
ism, and then takes the position shown in Fig. 
The swing bottom b of the hopper a then falls back, 
and the charge of fuel falls on to the inchned step- 
grate. A balance weight c, attached to a 
acting on fc, causes the two doors h and d to 
before all the fuel has dropped out of a on to 
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/^ g* . The charge of fuel in c then falls in front of 
d^ and on returning this to its original position, the 
fuel is brought on to the grate a, underneath and 
behind the hot mass of carbonized fuel and ash 
already there. 

The gases liberated from the fresh fuel are there- 
fore compelled to pass through the glowing body of 
fuel above them, in order to reach the co;mbustion 
chamber of the furnace, and a more perfect combus- 
tion is claimed for this method of combustion and 
charging. 

The Patent claim covers these details of construc- 
tion and the results obtained. 

C. AMERICAN PATENTS. 

The smoke devices of America differ somewhat 
from those of this country, owing to the difference of 
boiler practice and the difference of fuel. 

Those selected for description will include modifica- 
tions of the old Juckes chain grate, furnaces of the 
under-fired type, and the step grate. 

The Coxe Stoker (Fig. 69) for hard or Pennsyl- 
vania anthracite, is of the chain-grate variety. 

It consists of a chain, carrying a series of transverse 
flat-topped bars, on to which the fuel is fed from 
a hopper. The air supply is provided by a fan, which 
delivers air into a sheet-iron box, under the chain. 
This box is divided by partitions in such a way, that 
whereas the division B secures the full supply, there 
is a moderate pressure in A, and diminished pressures 
in C, D, etc., to the end of the grate, the air supply 
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the coal upon the grate, which has an angle of 37" 
from the horizontal. The grate bars are of the flat 
step variety, and rock from a horizontal position, 
to one inchned downwards. The rocking of the bar 
causes the fuel to gravitate downwards, filling up 
weak places in the fire, and gradually transferring 
the ash to a dumping plate at the foot of the inclined 
grate. The bar movement also serves to keep an 
open fire. A brick coking arch covers the upper 




Fig. 70. The Acub Stoker. 

end. It is important to note that the gravitation 
effect is only possible with inchned grates, and this 
is one great advantage of externally-fired boilers 
not possessed by any of the intemaUy-fired variety. 
Where a fire can be caused to pack itself, and close 
up bare spots automatically, a better economy is 
possible than can easily be secured in any horizontal 
grate. 
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which may be utilized to increase or lessen the size of the grate, 
andjT therefore of the fire. 




E TI 



No. 91,332 OF 1896 
A Patent granted to A. Krippel, of Vienna, and 
illustrated by Figs. 60 and 61. 

The claim of this Patent is as follows — 
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A furnace and smoke -consuming apparatus, distinguished by 
an automatic air supply device actuated by the furnace door. 
On opening the furnace door C, the sbding damper is raised, and 
air is admitted either to the bridge, or to the ash-pit of the fur- 
nace, by channels b b b, in wliich it is heated by contact with 
iron walls. This heated air then passes through the fuel on the 
grate, or through the openings d d in the bridge, and promotes 
the combustion process. 

In the latter case, it passes as a current of heated air above the 
grate, in a contrary direction to that of the half-burnt gases, 
and the arched wall above the grate is built in step-fashion, to 
promote the better mixture and combustion of the mixed gases. 
Fig. 60 is a side, and Fig. 61 a front sectional elevation of this 
type of furnace construction, apphed to a cylindrical boiler. 

No. 96,185 OF 1897 
The Patentee of this improved furnace is C. H. C. 
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Fig. 6z, The Bock Gr* 
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Bock, of Hamburg, and the Patent relates to an 
automatic device for feeding the fuel slowly and 
regularly on to the fire. The apparatus is illustrated 
in Figs. 62 and 63, which represent a sectional 
elevation and sectional plan of the furnace re- 
spectively. A box (a) projecting from the front of 
the furnace has a hinged false bottom b, which is 
kept in position by the weighted lever J". The 
weight c keeps the bottom b from faUing downwards, 




iF? 



Fig. 63. The Bock Grate and Furnace. 

and causes it, and the fuel upon it. to be slowly 
pressed upwards, round the curved outer wall of a, 
into the furnace. When charging the hopper with 
fuel, the action of this weighted lever is checked by 
a suitable mechanical device. 

The claim of this Patent covers — 



Grates for furnaces of all kinds, provided with a projecting 
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fuel-box, characterized by a movable bottom, and a mechanical 
device for carrying the fuel resting on this false bottom gradually 
into the zone of combustion. 



No. 112,156 OF 1899 

This Patent was granted to W. DiJRR, of Mxinich, 

and relates to improvements in the provision of a 

secondary air supply, for boiler furnaces with inclined 

grates. 




Fig. 64. The DCrr Furnace Construction. 



Fig. 64 is a sectional elevation of this improved 
fiirnace construction, and requires no detailed 
explanation. 

The Patent claim covers — 

The use of a hollow arch over the inclined grate of the furnace, 
for beating the secondary air supply, the passage of the air 
through the channels in this hollow arch being in an opposite 
direction to that of the heated gases outside it. 

No. 114,909 OF 1899 
A Patent granted to A. Piontek, of Braunschweig, 
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for an improved form of external revolving hearth 
furnace for boiler firing. Fig. 65 is a sectional 
elevation of this furnace ; and in this F represents 
the fuel charging hopper, B an incUned grate, C the 
revolving hearth, A the combustion chamber, and 
D a space which becomes filled up with half-consumed 




L or : 



Hearth Ghatb. 



carbonized fuel and ashes. The movement of the 
revolving hearth C, of course carries the fuel from B 
towards D, and also assists in the movements of the 
carbonized fuel and ashes towards the bottom and 
front of the ash-hole ; and all these features of the 
design are covered by the wording of the Patent 
claim. 

No. 116,063 OF 1900 
This Patent was granted to H.B6TTGER,of Dresden, 
and relates to an improved method of feeding coal 
or slack on to the grate of a boiler or other fur- 
170 



nace, without admission of air. Figs. 66 and 67 
show the arrangements of parts for effecting this 
object. 

rf is a heavy hinged door which when closed, as 
in Fig. 66, acts as support for the hinged door b, 
supporting the charge of fuel in the hopper a. d can 




either be opened by hand or by automatic mechan- 
ism, and then takes the position shown in Fig. 67. 
The swing bottom b of the hopper a then falls back, 
and the charge of fuel falls on to the inclined step- 
grate. A balance weight c, attached to a lever 
acting on &, causes the two doors b and d to close, 
before all the fuel has dropped out of a on to the 
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APPENDIX I 

grate. The Patent claim covers all these details 
of construction. 

No. 123,300 OF igoi 

This Patent relates to a system of under-feed 

firing ; and was granted to K. F. Schumann, of 

Hosterwitz. Fig. 68 is a sectional elevation of 




The Schumann Under-Feed Grate. 



this type of furnace. The charge of fresh fuel is 
placed in the charging chamber c, where it is sub- 
jected to a prehminary heating. When a fresh 
charge of fuel is required on the grate of the furnace, 
the hollow slide box d is pushed back by means of 
the lever, until it occupies the position indicated by 
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/^ g* . The charge of fuel in c then falls in front of 
d^ and on returning this to its original position, the 
fuel is brought on to the grate a^ underneath and 
behind the hot mass of carbonized fuel and ash 
already there. 

The gases liberated from the fresh fuel are there- 
fore compelled to pass through the glowing body of 
fuel above them, in order to reach the cojnbustion 
chamber of the furnace, and a more perfect combus- 
tion is claimed for this method of combustion and 
charging. 

The Patent claim covers these details of construc- 
tion and the results obtained. 

C. AMERICAN PATENTS. 

The smoke devices of America differ somewhat 
from those of this coimtry , owing to the difference of 
boiler practice and the difference of fuel. 

Those selected for description will include modifica- 
tions of the old Juckes chain grate, furnaces of the 
under-fired type, and the step grate. 

The Coxe Stoker (Fig. 69) for hard or Pennsyl- 
vania anthracite, is of the chain-grate variety. 

It consists of a chain, carrying a series of transverse 
fiat-topped bars, on to which the fuel is fed from 
a hopper. The air supply is provided by a fan, which 
delivers air into a sheet-iron box, under the chain. 
This box is divided by partitions in such a way, that 
whereas the division B secures the full supply, there 
is a moderate pressure in A, and diminished pressures 
in C, D, etc., to the end of the grate, the air supply 
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Sulphur, products of combustion, 

Stoking boiler furnaces, skill re- 
quired for, 59 



Tan-bark, grate for burning, 71 
Temperature of combustion, im- 
portance of, 22, 49 
Temperature of ignition, amor- 
phous carbon, 37 
Of carbon, 32 
Of graphite, 37 
Of hydrocarbons, 36 
Temperature, instruments for 
testing, 98, 100, 104 
Methods of maintaining, 24 
Relation of, to heat losses, 

137, 138 
Required for perfect combus- 
tion, 105 
At which steam is decomposed 
by carbon, 35 
Thermal units, definition of, 31 
Produced by combustion of 
carbon, 33 
Thomson's patent for furnace 

construction, 158 
Trevi thick's boiler, 16 

U 

Underfiring, arrangements for, 
65, 172 

V 

Volatile matters in coal, diffi- 
culties caused by, 35 
Percentage of, 36, 183 



Volatilization of soUd fuel, heat 
absorbed by, 46 

W 

Waste gases, automatic and 

recording apparatus for 

testing, 130 
Calculation of heat losses 

with, 138 
Chemical composition of, 106, 

116 
Examination of, 91 
Sampling the, 106, 107, no, 

114 
Significance of test results, 1 36 
Temperature of, 98, 100, 104 
Testing the, 116, 120, 121, 130 
Water pyrometer, 100 
Water-tube boilers, invention 

of, 19 
Defects of, 19, 41, 48 
Defects of usual setting, 57 
Homsby setting for, 157 
Improved setting for, 24, 56, 

58 
Miller's setting for, 58, 62, 153 

Parker's setting for, 149 

The Weir boiler and setting, 

24 

Watts boiler and furnace, 14 

Wilkinson's Stoker, 176 

Wllskemp Patent for smoke pre- 
vention, 162 

Wilson Patent for smoke pre- 
vention, 145 

Working conditions, ascertain- 
ing the best, 142 
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